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TRANSLATOR'S PREFACE. 



. The scientific and practical importance of the 
subject, and the lack of a similar monograph acces- 
sible to English-reading students, are sufficiently 
good reasons for undertaking the labor of a trans- 
lation. 

It affords me great pleasure to acknowledge at 
this place my indebtedness in the reading of proof to 
Miss Alice Ankeney and Mr. Harvey H. Lochridge. 

Carl L. von Ends. 



AUTHOR'S PREFACE. 



Within the last ten years, as a result of the 

gigantic development of the lead-accumulator 

industry, a great number of works have arisen, 

a part of which treat the lead accumulator only 

I briefly, and a part exhaustively. 

Those who wish to inform themselves as to the 
I fundamental laws governing the action of this 

most important electrochemical apparatus, as well 
as to the setting up and handling of small batteries, 
Ri are referred to the small and clearly written work 
•*- of Prof. Elbs, "Die Accumulatoren. " 
^^ In the excellent book of Prof. Heim, "Die Accu- 
mulatoren für stationäre elektrische Beleuchtungs- 
Cl anlagen," the subject is treated more from the 
*^ technical standpoint. This work contains, besides 
a discussion of the most important accumulator 
>^ types, a detailed accoimt of the systems of arrange- 
**J meait and apparatus necessary to their operation, 
^^^ as well as the estimating of the price of installations. 
^^B| The same is true of the small work of Gruenwald, 
^^B wlüch condenses into a small compass much that 



t 



ü AUTHOR'S PREFACE. 

worth knowing, including also directions 
[ the manufacture of storage- cells. 

Written for the special expert we have the well- 
L known, comprehensive works of Schoop, "Hand- 
I huch der elektrischen Accumulatoren " (Stuttgart, 
i), and Hoppe, "Die Accumulatoren für Elek- 
trizität " (Berlin, 1898). The first gives, in addi- 
tion to a detailed description of nearly all known 
storage-battery systems, a minute account of the 
methods of manufacture, while the work of Prof. 
Hoppe is marked by the fact that all the scientific 
investigations upon the lead accumulator, as well 
as the galvanic element, have been taken up in it. 

In the works considered above, however, no at- 
tempt is as yet made to treat the reactions in the 
lead accmnulator altogether from the standpoint 
of the new theories of physical chemistry; in fact 
the assertion is frequently made that these have 
been fruitless as far as the lead accumulator is 
concerned. 

The following pages are then a first, althoi^h 
possibly a somewhat imperfect, attempt in this 
direction ; they show, however, that the newer 
theories have found a more exact application in 
the case of the lead accumulator than in probably 
any other instance, and have been of a fruitfulness 
unprecedented. Since the numerous investiga- 
gations at hand have made possible the numerical 
application of almost the entire field of the newer 
electrochemistry, and have lead to a concise presen- 
tation of the subject of the accumulator, as well 
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as the explanation of the changes in the secondary 
element, this little work will be of interest to the 
students of electrochemistry. For the more de- 
tailed information as regards the laws upon which 
the discussions, calculations, etc., are based, the 
well known works on physical and theoretical 
chemistry of van't Hoff, Nemst, and Ostwald, as 
well as the more special manuals of electrochemistry 
of Jahn, Le Blanc, Haber, Loeb, and Luepke, are 
referred to. 

I gladly take this opportunity heartily to thank 
Dr. Glaser, Dr. Polzenius, and Dr. von Steinwehr 
for the reading of proofs and the manj»^ suggestions. 

F. DOLEZALEK. 
GOBTTINGBN, Sept. 190O. 
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I THEORY OF THE LEAD ACCUMULATOR. 



CHEMICAL THEORY OF ORIGIN OP 
CURRENT. 

The first attempt at a theoretical explanation 

: the changes in a lead accumulator we owe to 

le renowned inventor Gaston Plants, who laid 

jdown his views in a well-known work, " Recherches 

lur rElectricit^." ' According to Plant6, the chemi- 

1 process in the lead secondary element consists 

' essentially of an oxidation and reduction of the 

lead plates. During the charging the current 

decomposes the water into its constituents. The 

liberated oxygen then oxidizes the positive lead 

electrode to lead peroxide, while at the negative 

electrode the lead peroxide is reduced to lead 

sponge. During the discharging the lead peroxide 

again passes into a lower state of oxidation and 

the lead sponge is converted into oxide. 

German translation by Prof. Wallentin. Pub. Alfred 
Sloelder, Vienna, tSSfi. 



^^^K *Gennai 
^^■Sloclder, ^ 
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' CHAPTER I. 

This view was opposed by the English investi- 
gators J. H. Gladstone and A. Tribe on the ground 
of a careful chemical study of the active substances 
concerned in secondary elements. The results of 
their studies are contained in a very interesting 
monograph, " Die chemische Theorie der sekun- 
daeren Batterien nach P!ant6 und Faure."' 

During their researches these investigators ob- 
served that the density of the accumulator acid 
diminishes during the discharging, increasing 
again during the charging; that the amount of 
the acid disappearing and forming respectively is 
approximately proportional to the amount of 
current passed through the element. Plante had 
hkewise observed the change in the density of the 
acid, but did not follow it up. 

Gladstone and Tribe concluded from this fact 
that during discharge the acid must have com- 
bined with the plates. They confirmed this sur- 
mise by analyses which showed that diu-ing dis- 
charge a quantity of lead sulphate, proportional 
to the amount of current, is formed. This fact 
could not be made to conform with Plant^'s views 
as to the current origin. Gladstone and Tribe 
therefore set up a new theory of the chemical 
processes in the secondary element, which later 
was called the " Sulphate Theory," and to the 
present day has victoriously withstood all attacks. 
According to this theory the electrolytic process 

' Gennan by Dr. 
Vienna, 1884. 
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CHEMICAL THEORY OF ORIGIN OF CURRENT. 3 

during discharge consists, as mentioned, in a for- 
mation of lead sulphate at both poles, and dtiring 
charge in the oxidation and reduction of the sul- 
phate to peroxide and lead sponge respectively. 

The steps of the action at both electrodes can be 
represented as follows: During charging the dilute 
sulphuric acid is decomposed by the current into 
the radicals H, and SO,; the former constituent 
is set free at the negative pole, the latter at the 
positive. The radicals then react with the lead 
sulphate according to the equations 



^Hpbsi 



PbSO. + H, = Pb + HiSO, {neg. pole), 
IO4 + SO, + a H,0 = PbO, + 2H,S0, (pos. pole) . 



During discharge the current flows through the 
cell in the opposite direction, so that now H, is 
set free at the peroxide electrode and SO, at the 
lead-sponge electrode; the reactions taking place 
being 

Pb + SO, =PbSO, (neg. electrode), 
PbO, + H, + HiSO.=PbSO,-!-2H,0 (pos. electrode) 

so that after the discharge the surface of both 
plates is again converted into sulphate and the 
possibility of producing a current ceases. Com- 
bining the above four equations, we obtain the 
simple equation for the current producing chemical 
action in the lead accumulator: 



Pb0,Tl-Pb + 2HjS0. ?i2PbS0,-F2H,0. (i) 
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I Reading the same fropi left to right gives us the 
I change during discharge, and from right to left 
[ during charge. 

Through this equation, as will be shown in that 
I which follows, all the processes of both a physical 
I and a chemical nature in the working accumulator 
t during charge and discharge receive their best 
I explanation, and for the most part can be quanti- 
I tatively calculated in advance. In the following 
I theoretical considerations, then, it will be necessary 
I for us repeatedly to return to this fundamental 
I equation as a starting-point. Since, even quite 
I recently, doubts as to the correctness of the same 
I have been harbored and new theories of the chem- 
ism set up, it is of primary importance, in order 
firmly to plant the foundation upon which we 
expect to build, to demonstrate as nearly as possible, 
in the hght of the investigations at hand, the 
I exactness of the equation. To do this we must 
I show that the substances of equation (i) are in 
I reality formed and decomposed in the accumu- 
I lator in accordance with Faraday's law ; secondly, 
■ that the decomposition and formation of all these 
I substances has a part in the production of current 
I corresponding to their energy contents, and is not 
I partly the result of secondary decomposition, as 
I has been assumed in several newer theories. In 
I the following this proof is carried through for each 
I substance separately. 
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(a) Formation and Decomposition of Lead Peroxide 
and Lead. 
The fact that, during the electrolysis of dilute 
sulphuric acid between lead electrodes, lead peroxide 
and lead sponge are formed was first demonstrated 
in 1850 by Sinstedten. Since the lead sponge is 
directly visible, its formation has of late never been 
questioned. In place of the formation of lead 
peroxide, however, different investigators have 
assumed the formation of a hydrated lead per- 
oxide (HsPbOj). An analysis can hardly decide 
which of the two substances is to be found upon 
the charged positive plate, because the hydrate 
very easily splits off water, thereby passing into 
peroxide. A safe decision can only be reached 
by means of the physical properties of the two sub- 
stances, and above all through their different energy 
content, which is most apparent in the different 
electromotive behavior. Streintz ' determined for 
this purpose the electromotive force of the different 
lead oxides against a zinc electrode, obtaining the 
following values: 

I. Pb/Pb,0 — Zn = o.42 volt 

A 



Pb/PbO — Zn = 
Pb/PbA — 2n = 
Pb/H,PbO— Zn = 
Pb/PbO, — Zn = 
A charged positive acctunulator plate has against 
zinc a potential difference of 2.4 volts, from which 



' Wied. Ann. 38, p. 344. 
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I it follows without a doubt that during chargi^^ 
I we have formed on the positive electrode lead 
I peroxide and not its hydrate. Later Strecker' 
■studied the same question and showed that a plate 
■covered with pure, chemically prepared peroxide 
Rgives, in dilute sulphuric acid, the same potential 
■difference as a positive accimiulator electrode. 
ftSuch a plate could be dischai^ed just as well as 
mcme in which the peroxide had been electrolytically 
fcfoduced. 

B In addition Strecker showed that the electro- 

Bnotive force of a positive electrode heated to 

■170° C, the temperature at which the hydrate 

Pis completely decomposed, remains unchanged. 

Streintz ' believes to have observed the formation 

of black superoxyhydrate in several Plante cells, 

however only in very minute quantities and as a 

by-product. Detailed analytical investigations of 

the active mass have been made by Ayrton, Lamb, 

and Smith.' 

From a positive accumulator electrode during 
chai^ng and discharging several samples of the 
active mass were taken and the amount of PbO, 
contained in them determined. In this way the 
percentages of PbOj shown in Fig. 1 were obtained. 
The quantities of peroxide contained in the 
active mass increase and decrease very nearly 



IL 



' Elektrotechn. 2kitschr. 1891, pp. 43s. 513. 5^4 

' Wied. Ann. 46, p. 44g. iSgz. 

' Elektrotechn. Zeitschr. 1891, p. 66. 
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proportionally with the amount of current passed 
through the cell. 

(b) Formation and Decomposition of Lead Sulphate 
and Sulphuric Acid. 

The quantitative demonstration of the formation 
of lead sulphate was furnished by Gladstone and 
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L bert ' by their searching investigation proved that 
I the sulphates of Frankland are not compounds, 
' but mixtures of lead sulphate and lead peroxide. 
Ayrton arrived at the same results through the 
investigations he had Robertson ^ carry out on 
the active mass of plates discharged to 1.6 volts. 
This analysis gave 47.3 per cent PbO, and 50.74 - 
per cent PbSO,. 

A simpler and more accurate way to determine 
the quantity of sulphate formed during discharge 
than is possible by the analysis of the substance 
of the electrode is from the consumption of the 
sulphuric acid surrounding the electrodes. As 
already mentioned, Gladstone and Tribe found that 
the consumption of sulphuric acid is proportional 
to the amount of current withdrawn. The first 
attempt to measxu*e quantitatively this consumed 
sulphuric acid was made by Aron ; ^ the most ac- 
curate determination, however, we owe to W. 
Kohlrausch and C. Heim.^ Since these measure- 
ments are of great importance to the theory of 
the acctunulator, and since even to-day the quanti- 
tative sulphate formation is doubted, though in- 
comprehensibly, they are given here in detail. 

An accumulator of the firm of Buesche and Mueller 
in Hagen i. W.* was charged with 5 amp. and dis- 



' Chem. News, 65. iSga. 

' Proc. Roy. Soc. 50, p. 105. 1891, 

* Elektrotechn, Zeitschr. 1883, pp. 58 and 100. 

* Ibid. 1889, p. 327. 

' Now Accumulatoren- Fabrik- Aktiengesell Schaft. Hagen i. W. 
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charged with 6 . 5 amp, ; at the same time the density 
of the acid was measured by means of an hydrometer. 
The acid density fell and rose almost exactly in 
proportion to the amount of electricity flowing 
through the cell, as Fig. 2 shows. 



.=♦-■ 




If we assume that the chemical action in the 
accumulator is according to our fundamental equa- 
tion (i), then charging removes two molecules of 
water and forms two molecules of sulphuric acid; 
discharging effects the reverse. The change in 
density in the accumulator is calculated therefore 
as follows: 

The uncharged storage battery contains 3350 c.c. 
of acid of sp. gr. 1.115, i.e., 16.32 per cent sulphuric 
acid. 

The bath therefore weighs 

3350X1.115=3735 g-, 
and contains 

0.1632X3735 = 6iog.H,SO, 
hence 3125 g. water. 
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. As a result of a charging current oT 50 ampere 
hours there disappear, according to the above 
conception, 

50X2 X0.336 =33.6 g. water, 

and. there are formed 

33.6X^1 = 183 g.H^SO^. 

The bath therefore contains, after charging with 
50 ampere-hours, 

3125 - 33.6 =3091.4 g. water 
and 

610+183= 793 g. H2SO4 



weighing 3884.4 g. 
The percentage strength is therefore 

^gg^ = 20.42 percent 

and the density 1.146. From this the volume of 
the liquid after charging is calculated to be 

3884 

-^ — ^=3389 c.c. 
1. 146 "^"^ ^ 

Actual observation has given the density after 
charging with 50 ampere-hours as 1.147. 

In the case of this particular accimiulator we 
have then for a charge of i ampere-hour practically 
exactly 3.66 g. — the theoretical requirement of 
sulphuric acid formed. 
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Recently Mugdan,' in a very interesting research 
upon the accumulator, has described several ex- 
periments concerning the formation of sulphate. 
Small and well-formed, charged Pollak plates 
were discharged in various strengths of sulphuric 
acid, with a current density of 0.02 amp./sq. cm,, 
and the quantity of sulphate formed determined. 
Table I gives the quantities foimd. 
Table I. 
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Poa. Plate. 


Neg. Plate. 


1. Pollak-plate discharged in z6% add 

a. PoUak-plate discharged in io% acid 

3. PoUak-plate not discharged in 16% acid 

4. Perforated grid plates not discharged in 


940 
50,1 

(So. 3) 


'98 :? 


5. Perforated grid plates discharged in 10% 


do. A) 


6, Perforated grid plates discharged in 14% 
Na,SO, solution 



The potential of the plates 5 and 6 decreased 
long before the end of the discharge on account of 
their smaller capacity; consequently as far as 
the quantitative side of the measurements is con- 
cerned only plates i and 2 need to be considered. 
The values obtained for these plates prove that 
even in 10 per cent acid with the high current 
density of 0.02 amp./sq. cm. and a complete dis- 
charge in the technical sense in only twenty minutes, 
lead sulphate is essentially formed, as the theory 
demands, on the negative and positive plates. 
'Zeitschr. f. Elektrochem. 1889. H. »3. 
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Discharging in soditim sulphate solution, it is 
clear, leads to the formation on the positive plate 
of oxide only. On the negative plate, however, 
the formation of sulphate is recognizable. 

According to the already mentioned measure- 
ments of W, Kohlrausch, Heim, and Mugdan we 
cannot doubt the formation of sulphate at both 
electrodes. It yet remains, however, to prove that 
this sulphate formation (at both electrodes) also 
contributes its share to the production of current, 
corresponding to its enei^ of formation, and is not, 
partly or wholly, the result of non-current pro- 
ducing reactions. This proof has likewise, re- 
peatedly and very exactly, been made. It should 
be stated here that the thermochemical investi- 
gations of Tscheltzow and Streintz, which are to 
be considered in detail in the following chapter, 
have given the result that the electromotive force 
calculated from the heat of reaction only agrees 
with the actual when we assume the formation 
of sulphate at both electrodes. Recently I have 
further shown that the change of electromotive 
force with the acid concentration exactly coincides 
with the change in the free energy which 2 mole- 
cules undergo when we bring them from one con- 
centration to another.' The degree of the change 
of the electromotive force with the acid density 
is therefore also a very exact proof that the sul- 
phate formation is current-producing, i.e., takes 
place primarily and not secondarily. 



CHEMICAL THEORY OF ORIGIN OF CURRENT. 13 

(c) Formation of Water. 
It still remains to be determined whether the 
formation of water takes place according to our 
reaction equation and is active electromotively. 
The fact of the formation of water follows directly 
from the above measurements and calculations of 
Kohlrausch and Heim. In addition the same, as 
also its share in the production of current, can be 
shown by the measurements of the electromotive 
force of the individual accumulator electrodes 
against a hydrogen electrode at different acid 
concentrations which I recently carried out.* We 
get in that way the two galvanic combinations 
PbO, — H, and Pb — H,, in which during discharging 
the two following reactions take place: 

»PbO, + H, + H,SO, = PbSO, + 2H,0, 
Pb + H,SO,=PbSO, + H,. 
During current production, then, there is con- 
sumed in both cells one molecule of H3SO,, the 
PbOj — Hj element forming in addition two molecules 
of water. Therefore, as a simple consideration in 
energetics shows, the electromotive forces of these 
two combinations, in their dependence upon the 
acid concentration, must vary only in the measure 
of the change of the energy of formation of water 
in different concentrations of sulphuric acid. Since 
the electromotive forces calculated on the basis of 



' CocQpare Chapter V. 
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k the above agree excellently with those measure* 
I there can be no doubt that the formation of water 
from the peroxide has its share in the production 
of current in the lead accumulator. 

The experimental results contained in the above 
give the conclusive proof that the chemical reac- 
tion taking place in the accumulator can only be 
the one expressed by the equation 

PbO, + Pb + 2H,S0, 1^ 2 PbSO^ + 2H,0, 

and that primarily the consumption and formation 
of these substances takes place (during current 
production). If, however, the accumulator is 
subjected to very high current densities, then side 
reactions can set in, which under normal conditions 
are impossible. For example, by very rapid dis- 
charging the exhaustion of the acid in the active 
mass is so great that a formation of sulphate can 
no longer take place. The active mass in this 
case is only oxidized and reduced to lead hydroxide 
according to the equation 

PbO, + Pb + 2H30 = 2Pb(OH)j. 

Of course, then, the accumulator works irreversibly 
with a very poor efficiency coefficient, and the 
electromotive force is only about i volt. Charging, 
on the other hand, with great current density, the 
acid, as we shall see later, can be greatly concen- 
trated at the electrodes, especially at the positive, 
so that a formation of persulphuric acid at the posi- 
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tive and a reduction at the negative of sulphuric 
acid to sulphur dioxide to hydrogen sulphide, 
indeed even down to sulphur, becomes possible. 
The formation of these decomposition products 
lof sulphuric acid can be easily demonstrated by 
'filling an accumulator with very concentrated acid 
(70 per cent HjSOJ and charging with high current 
density. Then the acid in proximity to the posi- 
itive electrode turns potassium iodide starch blue, 
iWhile at the negative electrode hydrogen sulphide 
'■and white sulphur are copiously liberated. The 
formation of these substances, however, takes 
place only under such abnormal conditions; nor- 
mally they are not detectable. 

There remains to be considered one more point 
[■which, so to speak, forms the life-question of the 
lead accumulator and has been recently discussed 
in detail by Nemst.' The electrolysis of dilute 
sulphuric acid between platinum electrodes gives 
.at a voltage of 1.7 a weak, and at a voltage of 1.9 
strong, evolution of gas at both electrodes. One 
'ould suppose it impossible, then, to construct an 
Eiccumulator, with dilute sulphuric acid as electro- 
lyte, whose electromotive force lies above 1.7 volts, 
since at this voltage the electrolyte decomposes into 
its constituents. If, however, you substitute lead 
electrodes for those of platinum, a continuous 
current is first obtained at a pressure of 2 volts 
the products of the electrolysis are not hydro- 
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gen and oxygen, but lead and lead peroxide. Not 
until the traces of lead sulphate present have been 
used- up do we have, at a voltage of 2,3, an evolution 
of gas setting in. The formation of lead and lead 
peroxide out of lead sulphate takes place in this 
case at a considerably lower voltage than the 
decomposition of water. That is, electrolysis gives, 
of the possible products, not those obtainable by 
the least work, but those of considerably greater 
energy contents, viz., Pb + PbOj, instead of the ex- 
plosive mixture of hydrogen and oxygen (" Knall- 
gas ' ') , The explanation of this abnormal be- 
havior of lead, which makes it possible to construct 
an accumulator of 2 volts, follows readily enough 
from the recent theory of Nemst for the evolution 
of hydrogen on metals, as tested by the experiments 
of Caspari.' 

According to this theory there is to be added to 
the minimum pressure (free energy of formation) 
necessary to decompose an electrolyte an additive 
factor which takes into account a specific property 
of the electrode substance and which, as shown 
by the experiments, is greater as the power of the 
metal of the electrode for absorbing hydrogen is 
less. It appears, therefore, that the work neces- 
sary to produce bubbles of hydrogen on a metal 
surface diminishes very greatly with the occlusion 
power. 

We have a large number of investigations upon 
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the occlusion of hydrogen by lead,' all of which 
have shown that lead as compared with other 
metals has the power of occluding very little or no 
hydrogen. The work necessary to produce bubbles 
of hydrogen will therefore be very considerably 
greater on a lead than on a platinum surface, and 
that is why in the electrolysis of dilute sulphuric 
acid containing lead sulphate we have lead formed 
and not hydrogen. 

That such are the facts is proven by the following 
simple experiment ; A platinum dish and a lead dish, 
of equal size, were arranged as cathodes, in series, 
in a circuit. Both dishes contained solid lead 
sulphate covered with dilute sulphuric acid; a 
platinum wire spiral served in both cases as anode. 
A current of 0.02 amp. (current density about 
0.0004 amp./sq. cm.) was passed through the 
dishes. 

At this current density the lead dish had a 
potential difference of 1.92 volts against a lead 
peroxide electrode dipped into the acid, while 
the platiniün dish showed only 1.60 volts. These 
voltage measurements in themselves indicated that 
a reduction of lead sulphate in the platinum dish 
was out of the question. This conclusion is con- 
firmed by the fact that, after passing the cmrent 

' G, Meyer, Wied. Ann. 33, p. 278. i883. — Frankland, Proc. 
Roy. Soc. XXXV, p. 67. — Gladstone and Tribe, On the 
Chemistry of Secondary Batteries, p. 48. — Streintz u, Anlinger, 
Wied. Ann. 38. p. 355. — Cantor, Monatshefte für Chemie, 11, 
p. 444. — Shields, Chem. News 65, p. 193. 1892. — Scott, Wied. 
Ann. 67, p. 388. 1899. 
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for three weeks, the lead sulphate in the platiiimn 
dish remained entirely unchanged, while that in 
the lead dish was almost completely reduced to 
lead sponge. If in the above experiment we in- 
crease the current density to o.ooi amp./sq. cm., 
the hydrogen is also formed on the platinum sur- 
face at such a high pressure that a reduction of lead 
sulphate takes place. It is most likely that a similar 
consideration holds good for the separation of 
oxygen; at any rate a strong retardation (Ver- 
zögerung) is beyond a doubt. 

► DARRIEUS' THEORY OF THE ORIGIN OP THE 
CURRENT. 

Darrieus ' in 1892, in a number of papers, ex- 
pressed himself against this sulphate theory as 
developed in the pre\-ious paragraphs, and evolved 
a new theory of the chemical changes in the lead 
accumulator. Beginning with the fact, found by 
Berthelot, that when cone. HjSO, is electrolyzed 
with a current of high density persulphuric acid 
is formed, Darrieus assumes that, charging the 
accumulator in dilute acid, persulphuric acid is 
primarily formed, which then secondarily reacts 
with the lead sulphate to form peroxide and sul- 
phioric acid, according to the equation 

H,S,0, + PbSO^ + 2H,0 = PbO, + 3H3SO,. 

' Lum. Elcctr. 44, p. 513. iSgi. Compare also Schoop, 
Zeitschr. f. Ekktrochem. 1894, p. sgj. Schoop, Handbuch der 
awniilatoren iBgS, p. 487. 
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The change at the negative electrode he con- 
siders, Hke Gladstone and Tribe, as a reduction of 
the lead sulphate to metallic lead. Concerning 
the action during discharge Darrieus, however, is 
likewise of a different opinion. He believes that 
at the lead-sponge electrode lead suboxide and 
at the peroxide electrode lead oxide are primarily 
formed, which substances secondarily react with the 
sulphuric acid to form sulphates, as expressed by 
the equations 

Pb,0 + H^SO^ = Pb + PbSO, -(- H,0, 
PbO -|-HjSO,=PbSO. + HaO. 

Darrieus has undertaken to confirm his hy- 
pothesis by experiments. However, since most 
of these contradict themselves and later have been 
directly disproven by prominent investigators, it 
will be unnecessary to give them here. Gladstone 
and Hibbert ' were the first to turn against the 
theory of Darrieus in that they showed that an 
addition of persulphuric to the anode acid does 
not, as Darrieus maintained, and as directly follows 
from his theory, cause an increase, but rather a 
decrease, of the electromotive force. We are in- 
debted to Elbs and Schoenherr * for careful and 
interesting investigations upon the formation of 
perstilphuric acid. They have shown that per- 



' Chem. News 65, p. 309. i 
' Zeitschr. f. Elektrochem. 
345. 47'- 



IS, pp. 417. 473. ^^ 1896. 
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sulphuric acid forms in large quantities only in 
comparatively concentrated sulphuric acid (density 
1.3 to 1.5), while in dilute acids, such as are em- 
ployed in accumulators, only very small amoiJnts 
can form. In addition it was found that the cur- 
rent density greatly influences the amount. Em- 
ploying an acid of the concentration used in accumu- 
lators (density r.15), Elbs and Schoenherr obtained, 
with a current density equal to i amp./sq. cm., 7 
per cent of the theoretical amount of persulphuric 
acid; with 0.5 amp. current density the persulphuric 
acid could not be determined. Since the accumu- 
lator can be charged with as small a current density 
as you please, it follows that under normal condi- 
tions no persulphuric acid is formed. 

Recently Mugdan ' has experimentally dis- 
proven the experiments of Darrieus. He found, 
just as did Gladstone and Hibbert, that an addi- 
tion of persulphuric acid does not raise but lowers 
the electromotive force of the accumulator. Per- 
sulphuric acid is imable to oxidize lead sulphate 
to peroxide, but. quite the reverse, deoxidizes per- 
oxide to sulphate, with the evolution of oxygen 
containing ozone. More than that, Mugdan has 
shown by direct experiment that even with an 
acid of only 4.9 per cent strength and the abnor- 
mally high discharging densities of 0.018 to 0.025 
amp./sq. cm. no detectable quantities of oxide or 
suboxide, as Darrieus assumes, but only sulphate, 
is formed. 
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In spite of the fact that the investigations referred 
to show the invalidity of the theory of Darrieus, 
it may he well to mention that a consideration 
from the standpoint of energetics also gives a direct 
proof of the imtenability of the same. The sponta- 
neous formation of the peroxide from persulphuric 
acid and lead sulphate, as well as the formation of the 
PbSO^ from Pb^O or PbO and H^SO,, is necessarily 
associated with a large loss of energy. Such a loss, 
however, stands in direct contradiction to the fact 
that the accumulator is absolutely reversible (with- 
out loss of energy) with small current densities 
(see Chapter IX). In addition to this, according 
to the theory of Darrieus, sulphuric acid is not 
(primarily) set free during charging, but, on the 
contrary, is consumed in the formation of persul- 
phuric acid. The charging voltage would, there- 
fore, have to be lower with increasing concentration 
of acid, which is likewise contrary to the facts, 

ELBS' THEORY OF THE ORIGIN OF THE CURRENT. 

Elbs * has developed a very ingenious conception, 
diverging from the pure sulphate theory, of the 
chemical changes taking place at the anode of 
a lead accumulator. The possibility of the lectro- 
lytic preparation of lead tetracetate (PbCCHaCOO),) 
from lead diacetate (Pb(CH,COO),), led to the 
assumption that in the accumxdator the sulphate 



■of tetravalent lead, lead disulphate, Pb{SO,)„ is 
Ipriraarily formed, which then secondarily reacts 
»with water, being converted into peroxide and 

ilphuric acid. During charging the immediate 

action at the anode is 

PbSO. + SO,=Pb(SO,),. 
I followed by 

Pb (SOJ, + 2H,0 = PbO, + 2H,S0,. 

For discharging he likewise assumes the formation 
of lead sulphate from peroxide and lead. 

The above spontaneous decomposition of lead 
disulphate is, however, as Nemst ' has pointed out, 
a non-reversible change, which can only take place 
at a not inconsiderable loss of free energy. The 
Elbs theory likewise represents the accumulator 
as an irreversible element and is therefore imtenable, 
as will be shown later. Also the fact that the 
charging voltage rises greatly with the acid con- 
centration stands in contradiction to the theory 
of Elbs. 

In accordance with this theory the charging 
action, considered at both electrodes at the same 
time, can be represented by the simple equation 

2PbS0.=Pb(S0.),-|-Pb. 

By this equation, on the whole, neither sulphuric 
acid is given up to nor taken from the electrolyte 
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during charging. Now since PbSO, is present in the 
solid form, and therefore the fre energy of the 
dissolved sulphate constant (equal to that of the 
solid salt), the affinity of the abive reaction, and 
therefore also the charging voltage, would have 
to be independent of the acid concentration, which 
is not the case, as has already been mentioned. 

Recently lead disulphate and a double salt of 
the same have been prepared in the laboratory of 
Prof. Elbs. The salt, like the isomer lead per- 
sulphate, immediately decomposes into lead per- 
oxide and sulphuric acid upon treatment with 
water, as was demonstrated by Elbs at the Sixth 
Meeting of the German Electrochemical Society. 
The preparation, however, of the lead disulphate ' 
did not take place under conditions as they prevail 
in the accumulator, so that this highly interesting 
chemical investigation does not, as Nemst ' has 
pointed out, permit of a conclusion as to the action 
in a lead accumulator. 

The loss of energy which is associated with the 
decomposition of the lead disulphate could be 
easily determined by measuring the quantity of 
heat liberated, when i g,-mol. of lead disulphate is 
treated with accumulator acid. Since the tem- 
perature coefficient of the accumulator is very 
small, this simple calorimetric measurement would 
allow the energy loss, which would have to occur 



' Unfortunately at present r 
available.' 

•Zeitschr. f. Elektrochem. VI 



? definite directions s 
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if the chemical action took place in the way given, 
to be expressed in volts. Such a measurement 
would very probably give several htindredths or 
possibly tenths volts, which conclusion follows from 
the speed with which the decomposition takes 
place. Such a loss of energy is, however, irrecon- 
cilable with the absolute reversibility of the accu- 
mulator when working with small current densities. 



THERMODYNAMICAL THEORY OF ORIGIN 
OP CURRENT. 



s we have seen in the previous chapter, the 
electrical energy is not stored in the accuimilator 
as such, but in the form of potential chemical 
energy, which during the production of current 
has first to be transformed into electrical energy. 
It is necessary, then, to next concern ourselves 
with the laws whi.h determine the transformation 
of (hemical into electrical energy and vice versa. 
The total change of energy which accompanies a 
chemical action is given, as is well known, by the 
heat of reaction. If, instead of in a calorimeter, 
we allow the reaction to take place in a galvanic 
cell (and the charged acciunulator is one), we 
obtain a certain amount of electrical energy, which 
we can quantitatively transform into work. This 
work represents, according to Helmholtz, the 
"free energy," According to the second law of 
thermodynamics there exists the following relation 
between Q, the heat effect of a reaction, and W, 
the change in free energy (maximum work) : 




W-Q + T. 



.■dW 



(2) 
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in which T stands for absolute temperature, and 

therefore x^ for the temperature coefficient of 

the working capacity of the system. If the heat 
effect is referred, as is usual, to i g. -equivalent of 
the reacting substance, then we must introduce 
for W the electrical energy which corresponds to 
I g.-equivalent of the substance changed, i.e., if E 
is the electromotive force of the accumulator. 

1^ = 96540, £ volt-coulombs.' 

Noting that i volt-coulomb is 'equivalent to 
0.239 g--cal., the second law gives, as the relation 
between heat effect and electromotive force, the 
expression 



._ß_ + r?| volts. 
23073 s^ 



(3) 



This equation, developed by v. Helmholtz in 
the year i88z, permits the calculation of the elec- 
tromotive force from the heat effect of the current- 
producing reaction, and the temperature coefficient 
of the electromotive force, or the temperature 
coefficient from E and Q. It has, since its dis- 
covery, found numerous applications and con- 
firmations. 

Let us apply the same to the accumulator, first, 
in the simplest possible case. As we shall see in 

' Since, according to the law of Faraday, 96540 coulombB 
bring about the reaction of 1 g. -equivalent of a chemical stib- 
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the chapter on "Temperature Coefficient," the 
electromotive force of the accumulator becomes 
independent of the temperature at an acid density 
of 1.044 (15° C.) Co. 70 g.-mol. H,SO, per liter), 

i.e., in this case ^=o. We have then as holding 

for the named density (and only for the particular 
density) the simple relation (Thomson's rule) 



Q 



volts. 



(4) 



in which is to be inserted for Q the heat effect for 
I g.-equivalent of our reaction equation: 

PbO, + Pb + 2H,S0^ = 2PbS0, + 2HsO. 

The determination of the heat value Q of this 
reaction we owe again to that well-deser\'ing in- 
vestigator in the field of the accumulator theory, 
Ft. Streintz,' and the French physicist Tscheltzow.^ 
The investigators just named were also the first 
to calculate, by means of the above equation, the 
electromotive force of the accumulator. Since 
the reaction of the solid substances, lead peroxide 
and lead, takes place very slowly, a direct calori- 
metric determination of the heat of reaction cannot 
be made. The reaction must be brought about 
indirectly. Streintz for this purpose determined 
the heat of reduction of lead peroxide by a mixture 
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of aqueous sulphurous and hydrochloric acids, 
in which peroxide converts into sulphate. The 
heat effect of this reaction was found to be 

PbOj + H2SO3 aq = PbSO^ + Aq + 76700 cal. (5) 

According to Thomsen/ the heat of oxidation of 
sulphurous acid is 

H2SO3 aq + O = H2SO4 aq + 63600 cal. . (6) 
Subtracting equation (6) from (5), we get 
PbOa-O + HjSO^ aq = PbS04 + Aq + 13100 cal. (7) 

For the oxidation of lead to lead oxide and the 
neutralization of the oxide to sulphate, Thomsen 
found the heat value 

Pb + O + H^SO^a =PbS04 + Aq + 73700 cal., (8) 

from which, by addition with (7), we get finally the 
heat effect for the accumulator reaction: 

Pb02 + Pb + 2H2SO4 aq= 2PbS04 + Aq+ 86800 cal.(g) 

Tscheltzow also measured the heat of reduction 
of lead peroxide by sulphurous acid (gaseous form) 
and found 

Pb02+ SO2 gas = PbSO^ + 82600 cal. 

* Thermochemische Untersuchungen. 
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""In addition he determined the heat of oxidation of 
mercurous nitrate by lead peroxide and obtained 

PbO, + 2HgNO, + 4HNO, 

= Pb(NO,)j + 2Hg(N0,)j + 2H,0 + 31800 cal. 

The heat of formation of lead peroxide calculated 
from these figures is 

PbO + = PbO, 1 2100 cal., 

while the value from the measurements of Streintz 
is 
L PbO + O = PbOj+ loioo cal. 

^ Therefore the heat effect of the accumulator 
reaction is, according to the measurements of 
Tscheltzow, somewhat higher than Streintz's value, 
being 88800 cal. In addition, we must remember 
that the above employed thermochemical data 
of Thomsen are for very dilute sidphuric acid 
{i mol. HjSOj to about 400 mol. HjO). If we 
wish to calculate the electromotive force for a 
certain acid concentration, we must also take 
into consideration the heat of dilution of the sul- 
phuric acid. For the acid density 1.044 at which 
the simple expression (4) holds good we must 
subtract a heat of dilution 

2(HjSO„78H,0) = 2(HiSO„40oH,0) + 1056 cal. ' 

I Consequently we have 

2(3=85700 cal. and 8 700 cal., 
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and the electromotive force of the accumulator 
according to equation {4) : 



1.86 volts (Streintz), 
1,90 volts (Tscheltzow). 



I The measurement for this acid density gives 
the value 1.89 to 1.90 volts, in excellent agreement 
with the above. (Compare Chapter IV.) 
A calculation of the electromotive force of the 
accumulator for the density 1.15 (iHjSO. + aiHjO), 
the acid density commonly used, cannot be carried 
out with equation (4), but only by means of aqua- 
tic 
Pc 
tit 



JdE 



Ipossesses a considerable value. At this concentra- 

■tion we have to subtract the very considerably 

larger heat of dilution, 1600 cal., and we get 



I 



ZE 
■dT~ 



■5200 cal. and 8721 



+ 0.4X10'^ {compare Chapter VI 



from which the calculated electromotive force is 

£ = 1.96 and 2.01 volts respectively, 

while the real (observed) electromotive force is 
1.99 to 2.01, 
As a third example let us carry out a calculation 
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for a very dilute acid, o.oi g.-mol. HjSOj per liter, 
for which the electromotive force is only 1.66 volts 
(18° C). At this acid concentration we have to 
add to the above thermochemical data a heat of 
dilution equal to 1088 cal. We have then 

20=87900 cal. and 89900 cal., ^ = about — 0.001 

(see Chapter VI), from which by means of equation 
(3) we get a value equal to 1.63 volts, which is a 
clos» enough agreement with the observed electro- 
motive force when we consider the uncertainty 

of the value of ^^. In this instance the member 



■ dT 



^^E . 



T:tj- is equal to — 0.29 volt, so that a calculation 

according to equation (4), from the heat effect 
alone, would therefore lead to an entirely incorrect 
result. Even though the heat effect increases with 
the dUution of the acid, the electromotive force 
nevertheless rapidly decreases. 

The fact that the electromotive forces calculated 
on a purely energetic basis from the heat of reaction 
agree so well with those actually observed is, as 
was pointed out in the previous chapter, con- 
clusive evidence that the chemical actions in the 
accumulator can only be those represented .by 
our fimdamental equation (i) and no others. One 
often finds the opinion expressed that the primary 
formation of sulphate takes place (during current 
production) only on the lead-sponge electrode, 
while on the peroxide electrode it is formed second- 




h 
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arily by the action of sulphuric acid upon the 
primarily formed oxide. Equation (3) allows the 
testing of this opinion as to its correctness. If 
the process of discharging takes place in the way 
just indicated, the corresponding heat of reaction 
is smaller by 

PbO + H,SO<aq = PbSO, + Aq+234oo cal. 

than the value given above. The electromotive 
force calculated is then 1.32 volts instead of i.g 
volts. The possibility of a one-sided primary sul- 
phate formation is therefore excluded. 

The member T^ in equation (3) is called the 

secondary or latent heat of a galvanic element, 
because it represents the heat which the working 
element takes from or gives up to its surroundings," 
according to its algebraic sign. At the acid con- 
centration usually employed in the lead accumu- 
lator the electrical energy is greater than the heat 

effect and consequently ^ is positive; from 

which it follows that the accumulator must work 
during discharging with an absorption of heat and 
during charging with a liberation of heat, as direct 
temperature measurements by Dimcan have dem- 
onstrated. As wÜl be shown in the chapter on 
temperature coefficient, just the reverse takes 
place when the acid is diluted. 
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Exact quantitative measurements of the secon- 
dary heat of accumulators have been carried out 
by Streintz.' A small cell with electrodes 9.3X1.6 
cm. in size cut from Tudor plates was placed in 
the reaction-tube of a Bunsen ice-calorimeter, 
charged and discharged with a weak ciurent of 
constant strength and the developed quantity of 
heat determined. The heat developed during dis- 
charging is made up of the difference between the 
Joide heat set free in the element and the secondary 
heat, and during charging of the sum of the same. 
If the latter heat be indicated by S, the current 
strength by i, and the inner resistance of the cell, 
to be taken as small as possible, by r, we have as 
the heat developed in the accumulator during 
discharging 

q=i'^T — Si watt-sec., 

and during charging 

q' =Pr + Si watt-sec. 



The influence of the Joule heat we can easily 
avoid, as Streintz did, by taking r and t very small 
and measuring the heat developed both during 
charging and discharging. If the current strength 
i is taken equal in both cases, we get for S the 
equation 

_ I . , . _3E 

5 ---(?'- 9) -r^. 



14 CHAPTER II. 

The results of Streintz's investigations are given 
■ in Table II. 
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The last column contains the secondary heat 
values calculated from the temperature coeffi- 
cients (compare Chapter VI) . The agreement 
of these with the calorimetric measurements is 
very satisfactory when we consider the smaU quan- 
tities of heat we have to deal with. These measure- 
ments, however, are only for concentrated acids. 
It wotild no doubt be very interesting to carry 
out a determination of the secondary heat with 
very dilute acid, for then the same, as wiU be shown 
later, assumes very large but negative values. 
Such measurements could only be made to give 
accurate results with extremely small current 
densities, for otherwise large concentration changes 
of the acid at the electrodes would occur, which 
in their adjustment would develop considerable 
quantities of heat. The error introduced thereby 
I in such calorimetric measurements is often very 
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much greater than the one caused by the internal 
resistance. 

We shall learn of further applications of thermo- 
dynamics to the lead accumulator in Chapters IV, 
V, VI, and VII. 




OSMOTIC THEORY OF ORIGIN OP * 
CURRENT. 



The pre\-ious therm od y nam ical discussions en- 
abled one to determine definitely the current- 
producing chemical process, but they do not give 
one a deeper insight into the origin of the potential 
difference. The latter can only be hoped for 
through the application of Nemst's newer "Osmotic 
Theory " of the galvanic element. The Nemst 
theory therefore is of the greatest importance to 
lead accumulators, and it will be necessary to be- 
come familiar with the fundamental concepts of 
the same. 

If any piece of metal be int oduced into an elec- 
trolyte, a potential difference between metal and 
liquid is established, which tends to produce a 
current of such direction that metal passes into 
the electrolyte. The fact that this potential 
difference appears of its own accord shows that 
every metal, similar to a soluble salt, possesses a 
strong tendency to pass into solution, i.e., into 
the ionic state. Nemst has very appropriately 
designated this property of metals electrolytic 
solution tension. 
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soon as salt of the metal has formed in 
the Hquid surrounding it, the potential difference 
diminishes, since the osmotic pressure of the metal 
ions acts against the solution tension. If we 
increase still further the concentration of the metal 
.ons, the potential difference will finally become 
zero, as soon as the counter-osmotic pressure of 
the roetal ions has become equal to the solution 
tension. The solution tension of such an ionic 
solution is therefore energetically equal to its 
osmotic pressure. The magnitude of the potential 
difference which appears at the point of contact 
between a metal and the solution of one of its salts 
is given according to Nernst's theory as follows: 
If we allow 1^ = 96540 coulombs of electricity to 
pass from the metal into the solution, which, ac- 
cording to Faraday's law, is equal to dissolving 
1 g.-equivalent of the metal, an amount of work 
e.F volt-coulombs is performed, if s designates the 
potential difference sought. At the same time 

— g.-ions of the metal (n = valence) are brought 

from the solution pressure P to the osmotic pressure 
p of the ions in solution, which is equivalent to 

RT P 
the work ''^t"-' Since the dissolving of a metal 



' If I g,-raol. of a, gas or a substance in solution is brought 
from the gas or osmotic pressure p to the pressure p—dp, 
the work dW — vdp is performed, v denoting volume. Now 
according to the gas law, which is, according to van't Hoff, 
-also applicable to the osmotic pressure in dilute solutions. 



CHAPTER III. 



can be reversibly conducted, the electrical w^E 
must be equal to the osmotic. If we express the 
gas constant R in units of electrical energy and 
employ Briggs's logarithms, we get 



RT, P 

= — ^«r= 
n p 



3.0001983 P 



In dilute solutions the osmotic pressure is propor- 
tional to the ion concentration ; we can therefore 
substitute for the pressure ratio the concentration 
ratio and get 



_o.oooi983. 



riog'"— volts. 



(10) 



I in which C indicates the ion concentration which 
is in equilibrium with the solution tension. In 
the future we will for convenience refer to the 
concentration C as solution tension. Equation (ro), 
developed by Nemst in 1889, along with the above 
thermodynamical relations of H. v. Helmholtz, 
forms the foimdation of modem electrochemistry, 
and has in the past found numerous applications 
and various confirmations. In that which is to 

I t( — -^(Ä— gas constant, 7"=absolute temperature); we have 
' then dW —RT-^. In the change from the presstire P to the 
Bmaller pressure p the amount of work performed is 



W=-RT f -^^RTln-. 
Je p p 
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follow we will become acquainted with the fruitful- 
ness of these, in their application to the lead accu- 
mulator, 

Le Blanc was the first to apply the ion theory 
to the accumulator. In his book on electrochem- 
istry he gives the first explanation of the production 
of current in the lead accumulator on the basis of 
this theory. One year later Liebenow developed 
a somewhat different theory of the production of 
current. Since at present there exists no good 
ground for giving one or the other theory prefer- 
ence, and as we are compelled to consider both 
of equal value, both views involved will be pre- 
sented here. The only advantage that the theory 
of Liebenow has over the older one of Le Blanc 
is its simplicity and the fact that it is more readily 
1 in exact formula. 



Theory of Le Blanc. 

In order to explain the origin of the electro- 
motive force in the accumulator, Le Blanc assumes 
that lead peroxide, like every other substance, 
has a definite solubility in water. This peroxide 
then reacts with the water to form tetravalent lead 
and hydroxyl ions, according to the equation 



^^is 



PbO,+ 2HjO=Pb + 40H. 



Then during discharging the tetravalent lead ions 
give up two charges to the electrode and combine 



40 
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[ with one ^Ö^ ion of the sulphuric acid to produi 
I solid sulphate. At the same time at the lead- 
sponge electrode the two charges which are taken 
[ from the electrolyte at the positive electrode are 

given back to it in the form of a Pb ion, which 

I latter combines with one SO, ion to give solid 

[ sulphate. The Hberated H ions of the acid form 

' water with the OH ions. According to the theory 
of Le Blanc we can therefore express the process 
of discharging by the reversible equations 

PbO, + 2H30 = Pb + 4dH, 

Pb + Pb + 2SÖ,=2PbS0„ 



40H + 4H^4Hj0. 



^ 



If all the peroxide and lead are consumed, we 
have lead sulphate at both electrodes. 

Diiring the charging of the cell we have con- 
versely, at the positive pole, the bivalent lead ions, 

coming from the sulphate, converted into Pb ions 
by taking up electricity. These ions, then, as 
soon as their concentration corresponds to that of 
the solubility of the peroxide, react with the water, 
forming lead peroxide. At the negative electrode 
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the Pb ions pass into the metallic state by giving 
up their charges. The process of charging the 
1 can be represented by the equations 

2PbS0,^^y^==2Pb + 2SÜ„ 



Pb + 4ÜH = PbO, + 2HA 



4H + 2SO, = 2HsSO^. 

The process of charging is therefore just the 
I'everse of that of discharging. That is, the theory 
of Le Blanc represents the accumulator as a per- 
fectly reversible element; this is the essential 
difference between Le Blanc's theory and the pre- 
viously given conception of Elbs. In the purely 
chemical relation, of course, this explanation of 
the changes in the lead accumulator by means of 
the ionic theory, as well as the following one of 
Liebenow, is completely identical with our fimda- 
mental equation (i). 

The existence of tetravalent lead in acid solution 
has repeatedly been demonstrated. In 1893 H. 
Friedrich found that the chloride of tetravalent 
lead {PbCIJ (therefore also tetravalent lead ions) 
is formed when lead peroxide is introduced into 
.jcpucentrated hydrochloric acid. Then in 1896 
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Elbs showed that, by electrolysis under suitable 
conditions, lead tetracetate is formed from lead 
diacetate. Soon after this Poerster " succeeded 
in preparing electrolytically lead tetrachloride and 
its ammonium double salt from lead chloride. 
There can be no doubt, then, that by the electrolysis 
of lead sulphate solutions tetravalent ions are also 
capable of forming and that lead peroxide in con- 
tact with dilute sulphuric acid can split oS such 
ions. 



Theory of Liebenow. 

In 1896 Liebenow ' developed a theory differing 
from the above in regard to the action at the per- 
oxide electrode. He begins with the assumption 
that in a lead sulphate solution we must have 

present in addition to Pb and SO^ ions also bivalent 

negatively charged PbOj, in that the Pb ions will 

unite to a certain extent with the O ions of the 

water to form PbOj ions. The peroxide electrode 
is to be considered a reversible electrode with respect 

to the PbOj ions, just as, for example, zinc in zinc 
sulphate represents a reversible electrode with 
respect to the zinc ions. Then during discharge 
the following actions take place: At the positive 

electrode lead peroxide passes into solution as PbO, 



Zeitschr, f. Elektrochem, III, ; 
Ibid. 11, pp. 4;o and 653, i8g 
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ions. Since, however, this solution is saturated 

with PbOg ions, these react with the H ions of 

the acid, forming Pb ions and water according to 
the equation 

Pb02 + 4H = Pb + 2H20. 

Thereupon the lead ions combine with the SO4 
ions of the acid to solid sulphate : 



Pb + SO, = PbSO, 



solid« 



The change at the negative electrode is the same 

as in the case of Le Blanc's theory and consists in 

a passing of lead into the ionic condition. 

During charging we have the reverse, i.e., at the 

+ + 
negative pole the Pb ions, and at the positive pole 

the PbOj ions are precipitated from the solution. 
As the ions are consumed, they are replaced by 
the sulphate accumulated at the electrodes; the 

Pb ions by direct dissociation of the sulphate and 

the PbOj ions by hydrolysis: 

K + 2H20 = Pb02 + 4H, 
or, written in simpler form, 

P* + 2O = PbO,. 
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In order to furnish this theory with a substantia] 
foundation it is necessary to prove the existence 

of PbO; ions. This proof has also been given by 
Liebenow and Strasser.' For this purpose they 
electrolyzed sodium hydroxide saturated with lead 
hydroxide and observed that the lead contained 
in the anodic liquid had greatly increased after 
the electrolysis, showing that the lead must have 
wandered as anion against the positive current, 
i.e., the sodium pltimbite must be dissociated ac- 
cording to the equation 

Na3pb03 = 2Na+PbÖj, 

wherewith the existence of PbO^ ions is proven. 
This demonstration, it is true, is only for alkaline 
and not for dilute sulphuric aci solution. For 
this reason many opponents of the theory have 

maintained that PbOj ions are not capable of exist- 
ing in acid solution. 

However, according to the modem theory of 
solution there is no qualitative but only a quanti- 
tative difference between an acid and an alkahne 
solution. An acid differs only from an alkaline 
solution in that the former contains more H ions 
and less OH ions than the latter. Therefore all 
ions which occur in an alkaline solution must also 
be capable of existing up to a certain concentration 
(even if frequently a very small one in an add 



' Zeitschr. f. Elcktrochem. II, p. 653, 
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solution. Consequently one must concede the 

presence of PbOj ions in dilute sulphuric acid 
which contains lead salts; it is in fact easily possi- 
ble to directly calculate the concentration of PbO^ 
ions in sulphuric acid containing lead sulphate. 
For this purpose it 15 only necessary to know the 
concentration of the peroxide ions in dilute sodium 
hydroxide, i.e., the solubility of lead hydroxide 
in sodium hydroxide. 

Two determinations which I carried out for this 
purpose gave for 0.066 normal alkali at 24° C. an 
average concentration of 0.00305 g.-mol. Na^PbOj 
to the liter. Since such a calculation of ion con- 
centration can at best be carried out with only 
a certain rough approximation, we will assume 
that the sodium plumbite is completely dissociated. 

The concentration of the PbO^ ions can then at 
most be 0.003 g-mol. per liter. The corresponding 
concentration of the alkali (hydroxyl ions) is, after 
subtracting the amount consumed in the formation 
of the plumbite, equal to 0.054 g.-mol. per liter. 

Now we can think of the peroxide ions, as has 
previously been mentioned, as formed by the reac- 
tion of lead ions with the oxygen ions of the water : 

■ Pb + Jü = Pbb,. 

The O ions are formed from water according to 
the equation 

H,0 = 2H + a 
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Applying the law of chemical mass action toi 
last two reactions, indicating ion concentrations 
by the chemical symbols enclosed in brackets, we 
I get 

[Pbbj = const, [pb] ■ [b~]*, 
Pq-J^ coast. 



[äj' 



» 



from which follows: 



[Pboj =ci 






■ C") 



The concentration of the PbO, ions is therefore 
proportional to the first power of the concentra- 
tion of lead ions and inversely [proportional to the 
fourth power of the concentration of the hydrogen 
ion (acid concentration). 

Now the concentration of H ions in the above 
alkali is calculated from Kohlrausch and Heyd- 
weiller's constants for the first step of water dis- 
sociation, 

[h] ■ [oh] = i.iXio-"(24''C.), 



to be 2.2 Xio"'^ when we introduce for [OH] 
I the value for a dissociation of go per cent of the 
L 0.05 alkali. The solubility of lead hydroxide in 

pure water is, according to the conductivity meas- 
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iirenients of Kohlrausch and Rose,' 4X10"* g.-mol. 
per liter. We have therefore, approximately, 

LPbJ[oHj =(4X10-')' = about 0.64X10-", and 
for 0.05 normal alkali 



[p£]^° 



- = about 2 X io~' 



[oh]- 

From the given values for [Pb], [H],and[pbOj 
the proportionality factor is calculated to be 
0.3 X 10"", so that we get for calculating the con- 
centration, of peroxide ions the equation 



[pboj = 



0.3X 10' 



[a]'" 



(") 



II Therefore a solution normal with respect to lead 
salt and acid has the very small peroxide ion 
concentration of 10"" g.-mo!. per liter. In sul- 
phuric acid solution it is considerably less on 
account of the slight solubility of lead sulphate. 
For example, for o.i molecular acid we have to 

take [h]=o.2. 

The solubility of lead sulphate in water is, ac- 
cording to Fresenius ' as well as Kohlrausch and 
Rose,' 1.4X10"* g.-mol. per liter. Assuming com- 

' Wied. Ann. 50, p. 135. 1893. 
' Lieb, Ann. 59, p. 115. 
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Iplete dissociation, the law of mass action givesi 
therefore, 



and J 



I 

I 



[pb]-[soJ = (i.4Xio-'J= = zXio 

In above sulphuric acid [_SO,J=about o.i, and 
I consequently 

[_PbJ =about aXio-^ 

Equation (12) finally gives 

I LPbOj = about 4X lo"^" g.-mol. per liter. 

I As Nemst ' has pointed out, there is, however, 
no ground for this small concentration not being 
active electromotively ; for are not silver ions 
separated quantitatively, even with large current 
densities, from a potassium silver cyanide solution, 
in spite of the fact that only very few silver ions 
are present in the same? It is true the ions present 
in the immediate vicinity of the electrode would very 
soon be exhausted if, after the precipitation, new 

PbOj ions were not formed from the sulphate 
accumulated at the electrode. 

Besides, the concentration of the Pb ions lying 
at the basis of Le Blanc's theory is extremely 
small. This follows from the fact that dilute 
sulphuric acid which has been in contact with 
lead peroxide and therefore is saturated with 



' Zeitschr. f. Elektrochem. VI. p. 46. 1899. 
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Pb ions has acquired thereby no detectable oxidiz- 
ing power, as would have to' be the case if appre ■ 

ciable quantities of Pb Ions had gone into solution. 

Finally, be it also mentioned that the property 
of good metallic conductivity of lead peroxide 
decidedly indicates that it can pass directly into 
an electrolyte as an ion. 

Let us now apply Nemst's formula, as developed 
above, according to Liebenow's theory. Indicating 
the solution tension of the peroxide electrode for 

PbO, ions by C„ that of the lead-sponge electrode 

+ + 
for Pb ions by Cp, and the ion concentrations in 
the acid by the chemical symbols in brackets, the 
potential difference of the peroxide electrode against 
the acids is given by 

RT, C* 
[PboJ 

and that of the lead electrode by 



[pbj 



* Since the peroxide electrode sends negatively charged 
ions into the solution, this potential difference is to be intro- 
duced into the calculation as negative. 
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r The total electromotive force of the accumulator 
L is then given by the difference of the single poten- 
L tials: 

I E = .^-,^ = ~ln ^^^ '>_ . . (13) 

P [PbJLPboJ 

[ or, for room temperature (7" = 273 + i8) and Briggs' 
I logarithms, 

L c -C 

I £=0.0288 log'y—.'-^^r-j-. . . . (14) 

I [PbOJLPbJ 

I The solution tensions C„ and Cp are constant 
I magnitudes for a given temperature. We can 
I therefore take as a direct result from the equation 
[ that the electromotive force E must diminish with 
I _ — + + 

[ increase in concentration of the PbO, and Pb ions. 
Tn alkaline solution, when, as we saw above, many 

PbOj ions are present, E must accordingly be con- 
siderably smaller than in sulphuric acid; likewise 
in solutions of easily soluble lead salts which con- 
tain many Pb ions. In fact the electromotive 
force of the accumulator in sodium hydroxide 
saturated with lead hydroxide is only about 
0,8 volt; similarly, the same is considerably less 
in acidified lead nitrate solution than in sulphuric 
acid. If, on. the other hand, we reduce the con- 

+ + 
centration of the Pb ions and therefore, according 
to equation (11), also the concentration of the 
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Pb02 ions, the electromotive force must rise. 
This case could possibly be realized by precipi- 
tating the sulphate by means of hydrogen sul- 
phide. 

In the following chapter we will become ac- 
quainted with a quantitative application of the 
osmotic theory. 



VARIATION OF ELECTROMOTIVE FORCE 
WITH ACID CONCENTRATION. 



(a) General Relations. 

Plants had already observed that the electro- 
motive force of his secondary element rose some- 
what with the concentration of the sulphuric acid. 
More accurate measurements covering a greater 
range of concentration were, however, first made 
by Heim.' 

The acid concentration of a Tudor cell was 
gradually increased by steps of about 5 per cent. 
The cell was charged and discharged a number 
of times, and fifteen to eighteen hours after the 
last charging, when the excess voltage ("Ueber- 
spannung") had disappeared, both the electro- 
motive force and acid density were measured (at 
about 15° C). The results are given in Fig. 3. 
The electromotive force rises almost exactly pro- 
portional to the acid concentration. 

■ Elektrotechn. Zeitschr. X, H. 4. i88q. 
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A further detailed investigation of the influence 
of the acid density upon the E.M.F. we owe to 
F. Streintz.' Like Heim he used Tudor accumu- 
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lators for the measurements. The results of this ' 
investigation are given in Table III, s indicating 
acid concentration in grams per liter, and £, the 
electromotive force. The values of E are like- 
wise a linear function of the acid concentration, 
as the agreement with the values calculated from 
the equation 

£, = 1.850 + 0.00057-2 . . . (15) 

shows. 


^^^ ' Wied. Ann, 46, p. 449. 1S92. J 
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Table III. 





£. 


s 






Found. 


Calculated. 


86.3 


I .900 


I .899 


166. 1 


1-950 


1-945 


236.7 


1.987 


1.985 


296.9 


2 .021 


2 .019 


366.3 


2-055 


2.059 


425.2 


2.087 


2.092 


470.0 


2 .116 


2. 118 


516.3 


2.149 


2.144 


570-4 


2.173 


2.175 


611. 6 


2.195 


2.199 


640.9 


2.217 


2.215 


684.2 


2.235 


2.240 



Gladstone and Hibbert ^ also have made meas- 
urements of the electromotive force at different 
acid concentrations and obtained the following 
values : 

Table IV. 



Density. 


Per Cent 
H2SO4. 


Electro- 
motive 
Force. 


1.045 
1.065 

I .080 

1. 115 

I-I57 
I .217 

1.254 

1-335 


6.5 

9-5 

II-5 
16.2 

21 .7 

29 .2 

33-7 
43-0 


1.887 
1.898 

1. 915 

1-943 
1.978 

2 .048 
2.088 
2 .170 

1 



Comparing the measurements of Heim, Streintz, 
Gladstone and Hibbert, we find that they agree 



* Elektrotechn. Zeitschr. 13, p. 436. 1892. 
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"very well as to their relati\'e course; the above 
values, however, show a marked discrepancy. This 
can partly be explained by the differences in the 
observation temperature, but most of it can only 
be due to errors in calibrating the measuring in- 
struments used or to impurities in the acid. 

I constructed a ceU from chemically pure sub- 
stances and obtained the following values by com- 
parison with a Weston standard cell. The elec- 
tromotive force of the Weston standard cell was 
assumed to be 1.0220 volts (15° C). 



I 



Table V. 









D^^ity. 


-R^Ot. 


(is"'c% 


1.050 
■ 1. 150 


7-37 


J. 906 


1.300 


39 19 


».141 




50.11 


2.^33 



i 



The electromotive forces are somewhat greater 
than those calctilated from Streintz's equation (15) ; 
however the variations are mostly less than i per 
cent. 

Let us now attempt to account theoretically for 
the rise of the electromotive force with the in- 
crease in acid density, by first making use of a 
simple thermodynamical cycle.' For this purpose 



' Zeitschr. f. Elektrochem. IV, H. 
1. 65, p. 894. iSgS. 



1897/98, and Wied, 
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let US imagine two accumulators chained witl 
sulphuric acid of different concentration, so con- 
nected (like poles with each other) that their 
electromotive forces oppose each other, and fur- 
thermore let accumulator I be filled with acid more 
concentrated than that of accumulator II. Since 
the electromotive force of I is greater than 11, 
we can remove electrical energy from this system, 
whereby accimiulator I is discharged and accu- 
mulator II is charged. The consumption of the 
solid substances PbO,, Pb, and PbSO, in the one 
accumulator is completely covered by the forma- 
tion of an equal amount of the same substances 
in the other accumulator, and we have as the current- 
producing process the transference of HjSO, from 
the more concentrated solution in I into the more 
dilute in II, and of H^O from II to I. By the 
removal of 965 40 coulombs, which corresponds 
to the decomposition of i g. -equivalent, the change 
in the free energy amounts to 

W = JE 96540 volt-coulombs, 

where JE stands for the difference between the 

electromotive force of I and II. 

The computation of IF can be carried out in 

two other independent ways : first, by using 

the heat effect which accompanies the trans- 
L ference of sulphuric acid and water, and the tem- 
^L perature coefficient of JE; second, by isothermal 
^Bdistillation, in that we apply to the accumulator 
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the calculation developed by H. v. Helmholtz 
for the dependence of the electromotive force of 
the calomel element upon the concentration of 
its solution. On account of the importance which 
these calculations possess for the theory of the 
accumulator, it will be well to follow up both 
methods. 

The heat of dilution of sulphuric acid has been 
measured by J. Thomsen ;' it follows from the em- 
pirical formula given by him that the heat de- 
veloped by mixing a g.-mol. HjSO^ with b g.-mol, 
r HjO is given by 

a.h 



H = 



5 cal. 



I 

^^^ It is evident that the heat development accom- 
panying the transference of sulphuric acid from 
accumulator I to II is given by the difference 
between the heat of admixture of sulphuric acid 
to the solution in I and to the solution in II, and 
that the heat effect corresponding to a trans- 
ference of water is given by the difference of the 
heat of admixture of water to the solution in I 
and the solution in II. 

The heat of admixture of iHjSO, or iH^O to 
a large quantity of a sulphuric acid solution of 
a g.-mol. HjSOj and b g.-mol. HjO is given by 
the partial differential quotient of H with respect 
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to a and 6, Indicating the former by U and the 
latter by V, we have 

^H 17860&' 



U'-r^ - 



U 



'da (6 + 1.7980) 

'dW i.798q' 

"'36"° (6 + 1.798Ü)' 



cal., 



17860 cal. 



(16) 



(17) 



i, 



The change in the total energy (heat effect) y, 
corresponding to the current - giving process of 
our system, which consists of two accumulators 
arranged opposing each other, is, therefore, 

Q = U„-U. + U,' -[/„'. 

The indices I and II indicate the values of the two 
accumulators. 

Now according to the second law of the theory of 
heat in Helmholtzian form, we have the well- 
known relation (p. 25) between the change of the 
free energy W of a reaction, its temperature coeffi- 
-dW 
37" • 

ZT' 

Remembering that 

^■ = 96540 J£ volt-coulombs, 
volt-coulomb is equivalent to 0.239 g.-cal., 

.(18) 



cient -^^, and the heat effect Q, 
W = Q + T~ 



and 
we get 
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"or, using Briggs'a logarithms. 



i£ - 1.983 X lo -TU, log p. 



'~f.''^°^ '"'")■ 



(20) 



Thanks to the efforts of Dieterici,' we are in 
possession of extremely exact measurements of 
the vapor pressure of sulphuric acid solutions, 
and have therefore also in this case all data for the 
calciilation of JE. 

In order to test by experiment the two equa- 
tions for JE, I introduced into melting ice a cell 
constructed of pure lead oxide charged with various 
solutions of sulphuric acid, and measured the 
accompanying electromotive forces. The results 
are contained in Table VI, The values for the 
water-vapor pressure p are taken from the meas- 
urements of Dieterici, likewise carried out at 0° C. 

The calculated values for the electromotive force 
were obtained by computing the differences be- 
tween E and the value of III (2.103 volts) by 
means of equations (18) and (30), and then adding 
the same to III. 

In order to also test equations (18) and (20) 
on a technical accumulator, I took the same dif- 
ferences, in as far as the statements of temperature, 
temperature coefficient, etc,, permitted it, from 
the measurements of Heim and Streintz made 
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upon a Tudor accumulator, and introduced the 
values of E thus obtained into the table. 





Acid 

It 


Per 
Cent 
HiSO, 


"■ 


5 

H 


as 

Milli- 


Eleetromotiv« F<ffce ß (o* C), 
Volts. 


i 


Colcolated. 


Found. 


0™ 


P- 


1 


1 


'i 


IV 


i!|is 


1 


:• 


*■;*= 


H;?f 




If' 


§ 


J: So' 


(il.IOä) 



As the figures show, the agreement between 
calculated and measured values is excellent. 

The values calculated from Q are (especially in 
the case of the more dilute solutions IV and V) 
less exact, since they are derived from an equation 
confomiing only imperfectly to the facts. The 

value of the member T{-^;f-) ^ equation (i8) 

is taken from the measurements of Streintz ' on 
the temperature coefficient. This could be done 
with sufficient acctu"acy, since the maximum value 
of this member amounted to only 0.05 volt. The 
small temperature coefficient of our system is 
also in good agreement with the fact established 
by Nemst,* that the change of the free energy, 



t 



' streintz, Wied. Ann. 46, p. 454, 
' Nemst, Ibid. 53, p. 57. 1894. 
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Upon mixing sulphuric acid solutions, very nearly 
agrees with the change of the total energy (heat 
effect) of this process. The measurements of 
Heim and Streintz, given in Table VI, show that 
the equations (18) and (30) also hold good for 
the forms of the accumulator used in actual prac- 
tice. 

The fact that the two above calculations, carried 
out by independent methods, agree so well with 
the experiment, along with the mentioned results 
of the therm ochemical investigation of Streintz 
and Tscheitzow, certainly proves most conclu- 
sively that the current-giving process in the accu- 
mulator can only be expressed by equation (i) 
and no other; not excluding, of course, the re- 
versible formation and disappearance of inter- 
mediate products. 

The above calculations give an important hint 
toward achieving a higher electromotive force 
in the construction of practical accumulators. 
Every addition to the accumulator acid which 
reduces the water - vapor pressure of the same 
and does not disturb the electrolytic process must 
increase the electromotive force. However, it 
seems difficult to find an indifferent substance 
which can for a considerable time resist the oxi- 
dizing action of the PbO^ and the reducing action 
of the lead sponge. The substance added must 
at the same time not appreciably influence the 
conductivit , for then, as will be shown below, 
the efficiency must be considerably lowered. The 
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use of very concentrated sulphuric acid is out 
of the question on account of its directly attack- 
ing the lead sponge. By the amalgamation of 
the lead this action can be very considerably 
reduced and electromotive forces obtained of over 
2.7 volts, but only for a short time. It may be 
well to mention that, on the basis of the above 
calculation and measurements, the lead accumu- 
lator represents a very convenient apparatus for 
the determination of the change in. free energy 
produced by mixing sulphuric acid solutions. There- 
fore the tables for the variation of the electro- 
motive force with the acid concentration are at 
the same time to be considered as tables showing 
the change in free energy with the change in con- 
centration of a sulphuric acid solution. 



(Ö) Relations for Dilute Solutions. \ 

Equation (20), which expresses the relation 
between the vapor pressure of the acid and the 
electromotive force of the accumulator, is un- 
wieldy for practical purposes and possesses, there- 
fore, only theoretical interest. If, however, we 
do not take into consideration all concentrations, 
but only dilute sulphuric acid solutions, say from 
about twice normal down, then the same takes 
a very simple form. Imagine, for instance, the 
two accumulators filled with acids which differ in 
liieir concentrations by an infinitesimal amount; 



1 
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then, putting «j = «, + 3», pi = p, + "dp, the above 
equation passes into the form 



a« 



9« ' 



(21) 



If we introduce into this equation, in place of 
n, the normal concentration c (g.-mol. per liter), 
we obtain for the acid coefficient of the accumu- 

55-5 



lator, since in dilute solution n = 



the relation 






5.5i^r(-.o.o.s)=g?. 



Now 



TT is the relative depres- 



dlnp _ Zp 
dc ~ p ' 

sion of the vapor-pressure upon the addition of 
I g.-mol. HjSOj, and this is, according to the Raoult- 
van't Hoff law, independent of the concentration 
and has for electrolytes, which by dissociation 



decompose into n parts, the value -rj, N indicating 

S5-55)- 



' A'" 



the g.-mol. of water contained in one liter (.V 
The acid cofEicient therefore becomes 



■dc 



= vRT{-+o.oii 



(22) 



The integration of this equation from c, to Cj 
finally gives, after introducing the value of R 
and using Briggs's logarithms. 



,i983Xio'^r log'"-' + o 



(=3) 
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Since sulphuric acid separates into three parts 
by dissociation, v would here be equal to 3. Sul- 
phuric acid of normal concentration is, however, 
I as the freezing-point determinations have shown, 
only partially dissociated, and v has therefore in 
reality a value less than 3. 

According to the measurements given below, 
and the freezing-point determinations of dilute 
sulphuric acid solutions by Loomis, both of which 
are in good agreement, v from normal acid down 
has the mean value of 2.22 at 0° C. The E.M.F. 
of the accumulator, charged with acid of normal 
concentration, as given by a number of measure- 
ments, agreeing to within 0.0002 volt, is 1.917 
volts at 0° C 

Introducing this value into equation (23), we 
get for the E.M.F. E^ at the acid concentration 
c and 0° C. 



= 1.917+0 



C24) 



and for room temperature (18° C.) approximately 

£, = 1.92-1-0.15 log'°-c {25) 

These equations permit the calculation of the 
E.M.F. in a very simple manner, from the con- 
centration of the acid. They are a special case 
of the general equation (20), and are applicable 
for acids which are more dilute than twice normal, 



^^^ elen 
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with the one condition that the reduction of the 
vapor -pressure produced by the dissolved lead 
sulphate be negligible as compared with the change 
in vapor-pressure caused by the acid. The equa- 
tion therefore holds good only down to about 
0.0005 normal acid. 

Of course we arrive at the ame relationship 
when we consider the interdependence of the 
E.M.F. of the accumulator and the acid concen- 
tration, in accordance with Nemst's (osmotic) 
theory of the galvanic cell. Since the laws of 
osmotic pressiore are true only for dilute solutions, 
the theory does not give equation (zo), but only 
the one for dilute solutions. We arrive at the 
same, however, by a much shorter and simpler 



The following is the derivation of equation (23) 
from the standpoint of the peroxide-ion theory 
developed by Liebenow. It is especially to he 
noted, however, that the theory of Le Blanc leads 
to the same equation. 

According to Liebenow's theory the E.M.F. of 
the accumulator, as we have seen on p. 49, is 
determined by the solution pressure of the per- 
oxide and lead electrodes (CJ and (Cp), and the 

concentration of the peroxide and lead ions (LPbOjJ 

and LPt> J/ , and is given by the equation 

RT, Cp . C, 

^ [PbJLPbOj 



[Pb0j=c' 
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The concentration of the peroxide ions is given 
(p. 46) by the concentration of the hydrogen ions 
according to the equation' 

[pb][H.o]' 

■ [h]' ■ 

Since solid lead sulphate is always present in 
the accumulator, we have, according to Nemst's 
law of solubility reduction, the product of Fb 
and SOj ions constant: 

[Pb] [30.]= const. 
If, further, we consider that, on account of the 

slight solubility of lead sulphate, [sÖ J = 1^1 =c, 

and indicate the active mass o£ the water (H^O) by 
c., it follows that 



[pb]-[PboJ = 



Co' 



■ const. 



Wherewith we obtain for the difference between 
the electromotive forces of two accumulators with 
the acid concentrations c^ and c,: 
RT , 



-£.= 



-In- 



CjCoi 



{26) 




' In the calculations on p. 46 the active mass of the water 
I (HjO) coulil be considered constant. In the above more 
[ accurate calculations, however, its variation cannot be ignored. 
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Ö9 



The active mass c^ of the water is proportional 
to the vapor-pressure p; therefore we can sub- 
stitute -^ for — . 

Pi ^»3 

For dilute solutions, however, the reduction 
of the vapor-pressure by the substance dissolved 
is small as compared with the absolute value of p 
and therefore 



In^ 



N 



iffni 



Substituting this in above equation, the same 
becomes identical with (23) and C24). 

In conclusion be it mentioned that the direct 
application of the law of mass action to the chemi- 
cal equation of the action in the accumulator leads 
at once to the same relation. For very dilute 
acid we can assume complete dissociation of the 
sulphuric acid and lead sulphate and therefore 
:rite our reaction equation in the form 



PbO,-|-Pb+4H = 2pb-l-2H30. 



Since PbOj and Pb are present in solid form 
and consequently their active masses are constant, 
the law of mass action gives 



[pb"].[H.o]' 



-const, = const. -K, 



K indicating the equilibrium constant of above 
reaction. The van't Hoff expression for the re-j 
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lation between E.M.F. and chemical equilibrium is 



E^—lnK, 



(27) 



giving equation (26), etc., directly. 

In order to experimentally test equation (24), 
I built two small accimiulators out of pure lead 
oxide and placed the same in a water-bath sur- 
rounded by melting ice. The one was kept filled 
with normal acid, while the other was successively 
charged with acid from 0.4 down to 0.0004 normal. 
The difference of the electromotive forces of the 
two accimiulators was measured by compensation. 

The following table contains the results of the 
measurements : * 

Table VII. 



Gram-mol. 

H2SO4 
per Liter, 


Electromotive Force (o*C.), 
Re 






c. 


Pound. 


Calculated. 


1 .000 
0.360 
0.180 


1.917 
1.863 

1.828 


(1.917) 
1.863 

1.827 


O.III 


1. 802 


l.Soi 


0.0505 
0.0124 
0.00046 


1.764 
I .690 
1.488 


1 .760 
1.687 
1. 516 



* Based on the Normal Weston element, whose E.M.F. was 
taken as 1.0220 volts at 15° C. 
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The third column gi\-es the values for E as cal- 
culated by means of equation (24). The differ- 
ence between the measured and calculated values 
are exceedingly small and lie well within the range 
of experimental error; only in the case of the last 
value does it reach 2 per cent, because here the 
dissociation of the acid has advanced to a very 
marked extent and hence the value introduced 
for V should be greater than 2.22. 

As demanded by the theory, the E.M.F. falls 
off rapidly with the dilution of the acid. 

If we should reduce the concentration of the 
acid considerably below 0.0004, according to the 
above expression, the E.M.F. would have to be- 
come zero, and finally even change its direction, 
i.e., its algebraic sign. Practically, however, this 
limit case cannot be realized, because the dis- 
solved lead sulphate is partially broken up hydro- 
lytically into lead hydroxide and sulphuric acid. 
As has been mentioned, equations (24) and (25) 
hold good only down to about 0.0005 normal 
acid ; for more dilute acids the assumption that 

r*-\ 
LS04J=— =c is not true, since the solubihty 

of lead sulphate equals 0.00013 g.-mol. per liter. 
From this acid concentration down we have, there- 
fore, to calculate with the equation 



I 



RT , C,-cIh\' 
' [Pb] 



A 



which follows directly from equation (lij. 
the difEerence between the electromotive forces 
of two accumulators with different concentrations 
of acid we get the equation ^H 



„OÄL^;?r,„[H]: 



[w], [ft]: 



(29) 



In order to give an application of the above 
expression, we will employ it to calculate the 
concentration of sulphuric acid in a pure lead 
sulphate solution, i.e. , the degree of hydrolytic 
dissociation of lead sulphate, A knowledge of this 
is of significance as regards the question of the 
constitution of lead salts in solution, and conse- 
quently also the theory of the lead accumulator. 
All that is necessary is to determine the E.M.F. 
of the accumulator filled with pure lead sulphate 
solution. Actual measurement gave 1.26 volts (£,) 
at 0° C. 

Now the solubility of lead sulpliate at 0° C, 
according to the closely agreeing conductivity 
measurements of Kohlrausch and Rose ' and the 
analytical determinations of Fresenius,^ is 41 mg. 

■=1.3- ro~' mol. per liter. Therefore LPbJ, = 
1.3 ■ io~*. If, in addition, we introduce from 



L 



» Wied. Ann. 50, 135, 1893. 
' Lieb, Ann, sg, p, 125. 



^ 
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Table VII £2 = 1.488 and [hJ2 = 2X0.00046, it 
follows that 

[h]. = 3Xio-», 

from which we get the hydrolysis of lead sulphate 
at 0° C, to be from 5 to 10 per cent. Unfortu- 
nately, up to the present no direct determination 
of the hydrolytic decomposition of lead sulphate 
has been made. Ley ^ recently found for a o.oi 
«-solution of lead chloride, an hydrolysis of 0.6 
per cent at 100° C. 

If we reduce the acid concentration in the accu- 
mulator beyond the amount corresponding to the 
hydrolytic decomposition of the lead sulphate, the 
possibility of sulphate formation ceases, and we 
have in its place a reduction of the peroxide and 
an oxidation of the lead sponge to lead hydroxide 
according to the equation 

Pb02 + Pb + 2H2O = 2Pb(OH)2. 

The free energy of this reaction is given by the 
E.M.F, of the accumulator, when the same is 
filled, not with acid, but with dilute sodium hy- 
droxide saturated with lead oxide. Measurements 
give a value of 0.8 volt. 

Of the E.M.F. of the accumulator, then, 40 per 
cent (0.8 volt) is due to the reduction of peroxide 

* Zeitschr. physikal. Chem. 30, p. 193. 1899. 
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and the oxidation of lead sponge, 20 per cent 
(0.4 volt) to the change of oxide into sulphate, 
and 40 per cent (0.8 volt), almost one half, to a 
sulphuric acid concentration chain, i.e., as a re- 
sult of the fact that diluting sulphuric acid is 
accompanied by such a great change in energy. 



rVARIATION OF ELECTRODE POTENTIAL 
WITH ACID CONCENTRATION. 



(a) General Relations. 

In the preceding chapter the variation of the 
E.M.F. of the lead accumulator for the entire 
accessible range of concentration was considered. 
Now the question arises, how does this change 
distribute itself with regard to the potential at 
the separate electrodes? We have on this point 
an investigation by Streintz.' He determined 
the potential difference of the accumulator elec- 
trodes, with varying acid strength, as against a 
zinc electrode placed in a porous cup containing 
a concentrated solution of zinc sulphate. He 
found that, as measured against the electrode, 
the potential of the peroxide electrode rises with 
the concentration of the acid, while that of the 
lead electrode diminishes. Let P, stand for the 
potential of the peroxide electrode against the 
zinc electrode, p, for that of the lead-sponge elec- 




r 76 CHAPTER V. 

I trode against zinc, s for the density of the acid, 

land So for the density of piu*e water at the tem- 

Iperature of observation; then the measurements 

I of Streintz may be expressed by the empirical for- 

I muUe 

I P, =-2. 3275+0.5925(5-5,), 

I ?.=o.4775-o-3245(s--^<.)- 

[ In this arrangement, however, potential differ- 
[ ences develop at the points of contact between 
I zinc sulphate solution and sulphuric acid, which 
cannot be calculated in the case of concentrated 
solutions ; hence these measurements cannot be 
used for an exact testing of the theory. It is 
necessary to employ an electrode which is re- 
versible with respect to one of the ions of the acid 
and so can be directly introduced into the accu- 
mulator acid. The hydrogen and mercurous 
sulphate electrode are of this kind. 

Upon introducing a platinum foil charged with 
hydrogen into the accumulator, we obtain with 
the accumulator electrodes the two reversible 
galvanic combinations, PbOj, PbSO,— H,SO,— H, 
and Pb. PbSO,— H,SO,— H„ in which the foUow- 
ing reactions take place during the production 
of current: 



^L an' 



PbO, + Hj + H,SO«i=tPbSO, + 2H,0 
and 

Pb + H.SO,^H, + PbSO.. 
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Since PbSO, is present in solid form and the 
acid therefore is kept saturated with this salt, 
the change in the liquid phase of both elements 
during discharging consists in the consumption of 
1H3SO,. In the PbOj element there are formed 
in addition 2H2O. In as far as the electromo- 
tive forces depend upon the acid concentration, 
they must differ by the difference in the free 
energy of formation of water, in sulphuric acid 
of varying concentrations. 

This is given by the work of distilling water 
from the more dilute into the more concentrated 
acid. 

If we indicate the E.M.F. of the element Hj— PbOj 
by e, and that of the element Hj^Pb by e', the 
water-vapor pressure of the acid by p, and p, 
respectively, then 

Je-Je'=RTln^^i.n&Xio-'T\og"'—, (30) 
Pi Pi 

If in an analogous way, as was done (p. 59) 
for the accumulator, we calculate from the work 
of distillation the effect of the acid density upon 
the E.M.F. of the above combinations, we obtain 
two quite similar equations, whose subtraction 
gives equation (30), In the same way we get 
for the dilution coefficients the expressions 



Ze 



' -dn 



RT Zlnp 



..(PbO-H,), C31) 



(32) 



CHAPTER V. 



a, which follows 



Bm 



'de' n+2 
3« H " 



(33) 



As long as n is large as compared with 2, both 
elements change equally rapidly. For a mixture 
of I mol. sulphuric acid to 2 mol, water (h = 2) 
the E.M.F. of the peroxide element changes twice, 
for a mixture of i mol. H^SOj to i mol. water, 
three times as rapidly as that of the lead ele- 
ment. 

In order to verify these equations, I determined 
the potentials of the single accumulator elec- 
trodes with various acid densities over and against 
a hydrogen electrode, consisting of a platinized 
platinum electrode continuously bathed with 
hydrogen and dipped into the same acid. As 
regards the details of carrying out such measure- 
ments I refer to the last chapter. 

The results are contained in Table VIII.' 

The values for p are taken from the measure- 
ments of Dieterici. The calculated values for 
e and e' were obtained by computing by means of 
equation {30) the values for Je from the measured 
ones for Je' and p, and the values for Je' from the 
measured Je and p values. The differences thus 
obtained were then added to the value of No. III. 



' The measurements were carried out with ordinary accu- 
mulator plates; it is surmised that with entirely pure sob- 
Stances the values would be somewhat higher. 
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Table VIII. 











Electroraotiva Fo™ o" C 




Arid 


Per 


Vapor- 








Pb— H,. 


















Hg. 














Pound. 


Calc. 


Found. 


CbIc. 


T 




4.86 


4.SS 


1.610 


1.604 


0.369 












t.617 


1. 617 




O.J82 


lU 


J. 141 


19.76 


4-03 


1.6,4 


(1.654I 


0317 


(=.317) 






^6.3f 


3.68 


1. 681 


1.678 








1.4=8 


52-93 






1.791 


0.4.6 


0.43Ö 



Since the electromotive forces are calculated 
from the second differences, errors to the extent 
of 0,006 volt are possible. 

The variations between the calculated and 
measured values are almost without exception 
within this limit. 

The relations are much simpler than in the case 
just considered, when we use as the measuring 
electrode, instead of the hydrogen, the mercurous 
sulphate electrode, consisting of mercury covered 
with mercurous sulphate. The current-producing 
reactions of the two galvanic combinations ob- 
tained with this electrode are 

PbO, + 2Hg+2H,SO,P±PbSO, + Hg,SO, + 2HA 
Pb + Hg,SO, ^ PbSO, + 2Hg. 

The second equation shows that during current 
uction no change takes place in the solution 
of the element Pb— Hg, for Hg.SO, and PbSO^ 
are present in the solid form and keep up the 



^^rodi 
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saturation of these salts. The E.M.F. of this 
element must therefore be entirely independent 
of the liquid phase and consequently also of the 
amount of acid in the same. On the other hand, 
in the PbOj— Hg element we have, as in the accu- 
mtilator, 2H2SO, consiuned and aH^O formed 
during the passing of the ciurent. That is, the 
dependence of this element upon the acid con- ' 
centration is the same as that of the acciimu- 
lator and is determined by the same equations. 
The lead electrode measured against a mercurous 
sulphate electrode, then, appears independent, 
while only the peroxide electrode appears depend- 
ent, upon the acid concentration. 

Several measurements in this connection showed 
that these demands of the theory are also very 
exactly fulfilled. 

The following acid concentrations gave the 
E.M.F. standing under each: 




'..5 




16.S 


% H,SOh. 


Hg— Pb 
H|-PbO, 


0.96 

°-93 




0.956 
0.99 


} volt (0° C.) 


The measurements of Streintz (1. c.) can be ex- 
plained in the same simple manner. As stated, 
this investigator employed for a measuring elec- 
trode zinc in a saturated zinc sulphate solution. 
For the same reason as in the case of the mer- | 
curous sulphate solution the E.M.F. of the com- 1 
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of the acid concentration. However, the poten- 
tial dilTerence of the liquid chain HjSO, aq — ZnSO, aq 
which acts against the electromotive forces, in- 
creases greatly with the acid density and thereby 
effects a falling off of the E.M.F. of the Pb— Zn 
element with the acid density and a retarded 
increasing of the combination PbOj — Zn, 

Although the above measurements give valuable 
insight into the behavior of the individual accu- 
mulator electrodes with different acid densities, 
and we shall frequently make use of them, yet 
the same do not give a clear picture of the change 
of the potential of the accumulator electrodes 
with the acid alone, since the potential of the 
auxiliary electrodes also changes. And as we saw 
above, in the case of different measuring elec- 
trodes, the accumulator electrodes show in con- 
sequence an apparently very different behavior 
with variation in concentration. A better in- 
sight into the changes at the accumulator elec- 
trodes alone is obtained by determining the poten- 
tials of different densities of acid against the 
same electrode in a definite constant concentration, 
i.e., by using concentration chains of the form 

Pb I PbSO, cone, acid—dilute acid PbSO, | Pb, 
and 
PbO, I PbSO, cone, acid—dilute acid PbSO^ [ PbO,. 



Chains of that kind were first investigated by 
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Gladstone and Hibbert,' and recently by Mugdan;' 
the latter also treated them theoretically. These 
interesting investigations pertain only to dilute 
acids, but since very simple and generally appli- 
cable relations can be derived for more concen- 
trated solutions of acid, such as are used in prac- 
tice in accumulators, the investigations of Mugdan 
will be discussed later. 

When the above concentration chains give cur- 
rent PbSO, is consumed, H,SO, and Pb or PbO, 
are formed in the dilute acid, and in the concen- 
trated acid Pb or PbO^ and HjSO, are consumed 
and PbSO, is formed. In the peroxide chain we 
have in addition aHjO which are formed in the 
concentrated solution and disappear in the dilute. 

The total consumption of the solid substances 
Pb I PbOj and PbSOj in the chains is therefore 
zero, and there remains as the current-producing 
action only the transportation of HjSO, from 
the concentrated into the dUute acid. We 
must, however, remember that in the above chains 
the acid equalization does not only take place 
through the decomposition and formation of sul- 
phate, but also to a large extent through electro- 
lytic transportation at the points of contact of 
the acids of different concentration. 

We will next consider the chain 

Pb I PbSO^ cone, acid— dil. acid PbSO. | Pb. 

' Eklctrotechn, Zeitschr. 1892. p. 436. 
_ 'Zeitsclir. f. Eleklrochem. jSgg, p. 31Ö. 
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If we take out o£ the same an amount of current 
equal to 2F (F = 96540 coulombs), it performs the 
work 

Wi = 2FJe^ volt-coulombs, 

where Ae^ stands for the E.M.F. At the same time 
the current liberates i mol. SOj in the dilute acid 
and binds i mol. SO, in the concentrated acid. 
Besides 2/t H atoms migrate from the concen- 
trated to the dilute acid and (i - /i)SOj molecules 
from the dilute into the concentrated acid, ^ repre- 
senting the Hittorf migration number of sulphuric 
acid. The total amount of acid transported by 
the current from the concentrated to the dilute 
solution is, therefore, 

1SO.+ 2/<H - {r - /i)SO, = fiHSO^. 

Now, as we saw above (p. 60), the migration of 
I mol. HjSOi is equivalent to a distillation work 



RT{n^ log p^ - M, log />, - J^ log pdn] 



which for the sake of brevity we shall write RTf(p). 
The work performed by our concentration chain 
is therefore RT/ifip), so that upon considering 
the electrical work W an E.M.F, is given: 

Js, = o.9goXio-*T [if ip). . . . (34) 

In order to test this equation we shall make use 
of the measurements of Gladstone and Hibbert. 



J 



i 



Since these observations were made at room tem- 
perature, we camiot carry out the calculations 
for f(p) by means of the vapor-pressure measure- 
ments of Dieterici used above, but are dependent 
upon the measurements of Regnault, which are 
not accurate enough, however, for the particular 
purpose. According to the discussion in the pre- 
vious chapter we are justified in calculating f{p) 
from the change of the E.M.F., with the acid con- 
centration, of the entire accumulator at the par- 
ticular temperature. By means of equation {20) 
we obtain directly 

J:-J~-0.02Sj]<,gi;). . . (35) 



of Regnatilt are sufficiently accurate. In Table 
IX are placed side by side the values obtained 
by means of this equation and by measurement. 
The values for E are taken from Table IV, those 
for /i are exterpolated from the measurements of 
Hittorf. In the calculation the mean value of /i 
was introduced for both concentrations, and for 
0.2 per cent acid the value 0.80 was used. 

Since the temperattire Is not given in the case 
of Gladstone and Hibbert's measurements, the 
E.M.F, of the accumulator for 0,2 per cent acid, 
which changes greatly with the temperature, had 
to be calculated from the measurements them- 
selves. The value obtained was 1.690 volts. At 
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higher concentrations (above 30 per cent HjSO,) 
the migration number changes so much with the 
amount of acid that calculating with the mean 
value is not permissible; in this case it would 
be necessary to integrate with reference to /(.' 
For the first three concentrations the value of 
JE is calculated by means of equation (25), be- 
cause the measm-ements of Gladstone and Hibbert 
do not extend so far down : 



i 



Sp" 


Acid at the 
-Pb plate 








J., VrjltS. 


J.1 Vults. 




9-^Hib. 


■ a=c. 

mni. Hg. 


Me.„. 


PoUTTd. 


Calc. 


FouDd, 


C. 


• 


'^ 


5 

18 

36 

48 

il 

98 


6S 

11 

S 

s 
s 

5 
S 

5 
S 


IS 
'5 

15 

'5 

13 
6 


3 
3 
3 

9 

5 


I 


Soo 

8.3 


I 


03a 
047 

q6o 
0Ö6 
o8j 
094 

109 
'5° 
■ 64 
204 
347 
aö6 


I 


013 
041 
060 
068 

OQl 
18 


I 


054 
072 
°9S 
107 
134 

!i 

359 
573 
643 


I 


"34 
061 
ogo 

128 

'75 
34 



' The integration of the equation for the dilution coefficient 
given below gives directly the equation to be employed for 
higher .--.--- 
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We will now turn our attention to the peroxide 
concentration chain: 

PbO, I PbSO, cone. H^SO,— dilute HjSO.PbSO, | PbO,, 

In this, as in the lead chain, the passing current 
liberates i mol. SOj in the dilute acid and binds 
one in the concentrated. In addition 2 O atoms 
are removed for the formation of peroxide from 
the dilute solution and added to the concentrated. 
In this chain, as distinguished from the other, 
2/( H atoms wander from the dilute to the con- 
centrated and (i — it) SOj molecules in the opposite 
direction, for the current in the peroxide concen- 
tration chain flows in the opposite direction from 
that in the lead concentration chain. The total 
transportation per 2F is then 

iSO,- 2O - 2/;H -Ki - /i)SO, = {2 - /.)H,SO, - 2H,0. 
Since the distillation work equivalent to the 
transportation of the water is 2RTln-~ (^3 = vapor- 
pressure of the dilute acid, p, = vapor-pressure of the 
concentrated acid), we get for the E.M.F. of the 
peroxide concentration chain 



= 0.990 



Xio-T((2-rt/(i')+log^'), 



(36) 



i 



and after substituting the value for f(p) in the same 
manner as before (T = 290), 



- (2 — /i) — ^ + 0.028 



,i„g^ 



(37) 
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The comparison of this expression with the 
measurements of Gladstone and Hibbert is given 
in the last two columns of Table IX. This series 
of measurements gives the E.M.F. of the accumu- 
lator for 0.2 per cent acid as 1.708 volts, indicating 
that in all probability these values were determined 
at a somewhat lower temperature than the ^/e, 
values. That which was said on p. 84 respecting 
the dilute and concentrated solutions also applies 
here. 

^Vhen we consider the uncertainty of the bases 
of the calculation, the agreement between the 
calculated and found values of Je, and Je, is very 
satisfactory. 

Especially of practical significance to the lead 
accumulator are the values of the dilution coeffi- 
cients of the electrode potentials. By a course 
of development the same as for the entire accumu- 
lator (p. 65), we obtain from the above Je values 
the dilution coefficients of the separate electrodes: 



(38) 
(39) 



■ ■ ■ (40) 

,if we introduce for }i, from the figures of Hittorf, 
the mean value 0.808 for the range of concentra- 
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\ tion from 0.2 to 30 per cent H,SO,. From this 
I it follows that for the mixture 5 mol. H3O to i mol. 
I HjSO^ (« = 5) the potential of the peroxide elec- 
[ trode falls off about twice as fast with the dilution 
J does that of the lead electrode. In Table X 

are a number of ^-^ values from the above measure- 
ments, compared with the same values calcidated 
by equation (40) : 







Table X. 






■SÄ 




ObasrvHl. 


is- 

Ca]<:ulBted. 


ay 

Observed. 


10.5 


46.4 


0.00082 


0.ÜÖ1. 


c..oo,o 


18.0 


24.8 


0,000 


O.Q017 


D.0016 


36.5 


9-47 


o.oosS 


0.0100 


0.0093 



We can interdependently calculate, then, in a very 
simple manner, with a fair approximation, the di- 
lution coefficient of the individual electrodes. 

For very dilute solutions — — disappears and 

the ratio of the dilution coefficients is alone deter- 
mined by the migration number, which latter, accord- 
ing to Hittorf's measurements, is 0,80 for the 
concentration range o to 2 per cent HaSO,, There- 



fore for dilute solutions 



9n 



also Je,= i-soi/si. In fact. 



= 1.50—, 
dividing 



and herewith 
the Je values 
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for dilute solutions of Table IX, we get the figures 
1.50 and 1.53. This agreement is a splendid con- 
firmation of the accuracy of Hittorf's migration 
numbers. 

(b) Relations for Dilute Solutions. 

As a matter of course the simpler equations for 
the change of electrode potentials in dilute solu- 
tions could be derived from the above thermodynamic 
equations, in the same way as was done on p. 65 
for the E.M.P. We arrive at these relations, 
however, in a much easier way than was done by 
Mugdan (1. c.) with the aid of Nemst's osmotic 
theory of concentration chains. If, in order to 
bring out more clearly the connection with above 
calculations, we likewise introduce the migration 

number/!, I ;i=- K in place of the ion velocities 

M and V used by Mugdan, we get the E.M.F. of the 
concentration chains in the following manner : 
In the concentration chain 

Pb I PbSO^ cone, acid— dn. acid PbSO, | Pb, 

with a current of 2F flowing through it, the quan- 
tity of acid /( g.-mol. HjS0^ = 3/i g,-ion ' is carried 
from the higher concentration (1^,) into the lower 
(c,). Since the osmotic pressure is proportional 
to the ion concentration, the osmotic work con- 

' For in dilute solution sulphuric acid is decomposed into 
a H iona and 1 SO, ion, 
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sumed for current production is given by the ex- 



C2 



pression 3 /J? r log— (compare foot-note, p. 37), 
and therefore the E.M.F. 

j£,=|//.i?riog^ 

= 3 • // 0.990 X io"*r log^® —volts. (41) 

In the peroxide concentration chain 

PbOa I PbSO^ cone. H2SO,— dil. H^SO,, PbSO, | PbO, 

the quantity 9f acid transported per 2F is 
(2- j") g.-mol. 112804 = 3(2 — /i) g.-ion from the con- 
centrated into the dilute acid, which corresponds 

to the osmotic work 3(2 — /e)i?nog— . In addi- 

tion, however, 2 mol. HjO are carried in the oppo- 
site direction, which transportation is equivalent 

P 
to the work 2RTln-^. In dilute solutions we 

Pi 

can as a first approximation introduce for In — 

Pi 

the expression 

—5^— (iV = SS.S,seep.69). 
Then we obtain for the E.M.F. 

^«2 = 3Xo.99oXio-*rU2-/i)log''^' 

+ 0,016(^2 — Ojvolts. (42) 
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The addition of equations C41) and (42} of course 
gives the change of the E.M.F. of the entire accu- 
mulator, i.e., equation (23). 

Equations (41) and (42) have also been sub- 
jected, by Mugdan, to a thorough experimental 
test. The results of his measurements, referred 
to 17° C, {T = 2go), are contained in Table XI. 

In the calculations 0.85 the value for ft recently 
found experimentally by Stark for the concentra- 
tions 2 to s per cent was used. The incomplete 
dissociation of the sulphuric acid was taken into 
account, by introducing, instead of the factor 3, 
the value 2.22. The considerable' deviation be- 
tween calculated and found in the case of the last 
two values (enclosed in brackets) is due to the 
fact that the equations hold good only for dilute 
acids, and this condition is no longer fulfilled for 
these concentrations. For the more dilute solu- 
tions the agreement between calculated and found 
values is very good. 

Table XI. 



Concentration per Liter 
ul Solution. 


EiectTDTOutive Forc-e in 
Volts Bt the Nenative 


™'"V 


Fl^- 




Found. 


Chelated. 


Found. 


Calculated. 


1 g.-mol. — A g-mol 

|g.-mol,-i'jg.-mol. 
Ag--nl0l.-i^g-'"<'l. 

j g.-mol. — iV g.-mol. 

j g.-iiiol,— i g.-mol. 
I J g.-mol.- 1 g.-mol. 
] 3 g.-mol.- 1 g.-mol. 


--1 


0,108 
04(13 
016 

°'5 
D17 

o3'5 


~i 


0,5 2 (J 

□494 
0165 

□ 165 
OI6-; 
oi6q 





□ 664 

023 

039 

osa 


I 


0446 
0676 
0224 
0225 

"38 t 
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The behavior of the separate acctunulator elec- 
trodes, for the entire possible range of concentra- 
tion, therefore also conforms to the theory. Where- 
with, as Mugdan pointed out, we have another 
proof that the chemical action in the accumtdator 
is expressed by our fundamental equation (i), 
and that both electrodes of the accumulator are 
absolutely reversible. In .Chapter IX we shall 
become acquainted with an important practical 
application of these relations just developed. 




' The variation of the E.M.F. of the lead accu- 
mulator with the temperature was first investigated 
by G. Meyer' on a Plante element with the acid 
concentrations 12.3, 27.8, and 45 per cent HjSOj, 
According to these experiments the E.M.F. showed 
itself independent of the temperature. 

Another very extended study of the same subject 
we owe to F. Streintz/ who demonstrated, through 
a large number of measurements carefully executed, 
that although the temperature coefficient is very 
small, yet it is perfectly determinable. For the 
measurements he used small cells, with electrodes 
cut out of Tudor plates, wanned in a water-bath. 
The E.M.F. was determined by means of a galva- 
nometer for every five degrees and the tempera- 
ture coefficient calculated. The same was always 
positive and within acid densities 1.144 to 1.173, 
represented by the parabolic equation 

=■= 357 Xio-"-o.64(£- 1.998)=. 



sr" 



' Wied. Ann. 33. p. 278. 
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The coefficient reaches a maximum at 3.41 Xio~' 
I volts with an acid density of i . 1 60(2 2 per cent H^SO,). 
In Table XII the results of the measurements 
of Strcintz are given. The first column contains 
the measured E.M.F. at 10° C, the second the 
observed temperature coefficients, and the third 
the values calculated according to the above empir- 
cal formula. 

Tasi.^ XIL 



£Ob«rv«l. 


io>|| Observed. 


„.ic...... 


1,9223 


140 


__ 




gSiB 


228 


213 




9860 


274 


26s 




9920 


333 


335 




0031 


335 
312 


341 
3°S 




Q084 


"es 


193 




0090 


279 


180 




0105 


255 


265 




0779 


130 




2.2070 


73 


~ 



At the same time the fact was brought out i 
between 10 and 70 degrees the temperature coeffi- 
cient is independent of the temperature, i.e., the 
E.M.F. is a linear function of the temperature. 

We shall now attempt to account theoretically 
for the variation of the temperature coefficient. 

We saw in Chapter 11 that the second law of 
thermodynamics gives the equation expressing 
the relation between temperature coefficient, elec- 
tromotive force, and heat of reaction, 



23073 ^^ 



'BT- 
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From this we get for the temperature coefficient 
directly 

SE £ 



ar T 23onT- 



(43) 



^T'Hie heat of reaction Q varies only with the different 
concentrations of acid in consequence of the differ- 
ent values for the heat of dilution of the sulphuric 
acid. The quantity Q is therefore composed of a 
constant portion, and the particular values of U 
and U' (see p. 58). Equation (43) then takes the 
form 

dE E U-U' 



oT 7^230737 



(41) 



By means of this equation we can calculate the 
relative values of the temperature coefficient for 
different acid concentrations ; however, only with a 
rough approximation, because slight errors in the 
values of U exert a great influence. Equation (44), 
like equations (16) and (17), upon which it is based, 
holds only for concentrated acids. 

For very small acid concentrations the heat of 
dilution of sulphuric acid becomes insignificant,' 
so that Q assumes a value independent of the con- 
centration. Besides, for dilute acids the E.M.F, 
is determined by the acid concentration c (g.-mol. 
per liter) according to the equation (p. 66) 

£=1,92 + 0.15 log'" c. 

' La^of the thermoneutrality of dilute solutions. 
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From this we get by equation (43) the expression 
£or the temperature coefficient at 18° C. (T = 2gi) 

-^ = 0.52 log^'c + const. millivolts. , (45) 

This equation holds for the concentration range 
c = o. I to c = 0.0005 ■ It shows that below the 
acid concentrations investigated by Streintz the 
temperature coefficient must very rapidly fall off 
to zero, and for small values of c will assume large 
negative figures. To test this conclusion of the 
theory, I have continued the investigations of 
Streintz and extended the measurements through 
the entire possible range of concentration. For 
this purpose a small cell, built of chemically pure 
substances, was filled with acids of varying con- 
centration and the E.M.F. determined at 0° and 
24° C. after the cell had been kept at the particular 
temperature for six hours and the potential re- 
mained unchanged. Following each measurement 
the accumulator acid was titrated to determine 
whether the concentration had been changed by 
spontaneous discharging. If this was the case 
(and with very dilute acids it was unavoidable), 
the measurement at 0° C. was corrected by the 
accurately known acid coefficient for this tem- 
perature. 

The results are contained in Fig. 4. 

Below c = 2 the temperature coefficient corre- 
sponding to the equation (45) rapidly diminishes. 
At an acid concentration of o.jo g.-mol. HjSO« 



J 
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per liter the E.M.P. becomes independent of the 
temperature, and with very dilute acids rapidly 
diminishes with rise in temperature. The tem- 
perature coefficient has therefore positive as well as 
negative values, depending upon the acid concen- 
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Fig. 4- 
tration. The above measurements also show clear 
ly the maximum of temperature influence found b 
Streintz. In part, however, the absolute value 
of the temperature coefficient are considerabl 
larger than those found by Streintz (Table XII 
which is explained by the fact that he made th 
measiu-ements directly after the warming, whi 
the above values were obtained after the cell ha 
been kept for a long time at the particular tem 
peratiire. 

Calculating from the heat of dilution of sulphuri 
acid, by equation (44), the variation of the tempera 
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^ 



tiire coefficient for the more concentrated acids, 
we obtain the dotted curve. Here also the maxi- 
mum of the temperature coefficient is very marked. 
With increasing concentration, however, the calcu- 
lated values diminish considerably more slowly than 
the measured values. This is very probably caused 
by the rapid increase of the direct attack of the 
lead sponge by the acid with rise in temperature, 
and therefore the measured electromotive forces 
come out too small at a higher temperature. The 
measurements given in Fig. 4 also permit of several 
conclusions as to the thermic changes in the accu- 
mulator. While, on the one hand, a cell filled 
with the acid of the usual density {1.15) heats 
during charging and cools during discharging, 
corresponding to the positive temperature coeffi- 
cient and as the calorimetric measurements of 
Streintz (Chap. II) have shown; on the other hand 
an accumulator with acid whose density lies 
below 1.044 works during charging with an absorp- 
tion of heat and during discharging with a libera- 
tion of heat. In the case of a concentration of 
acid of 0.70 g.-mol. HjSO^ per liter heat is neither 
given up to nor taken from the surroundings. 

If we determine the heat developed in a cell in 
action, the so-called secondary heat, the tempera- 
ture coefficient can be calculated from the same. 
Unfortunately such measurements employing di- 
lute acids have not been carried out as yet; for 
more concentrated solutions, however, we have 
several determinations of Streintz, which were 
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discussed in Chapter II. Calculating the tem- 
perature coefficient from the measured secondary 
heats, we obtain the values contained in Table XIII, 
which, considering the many errors to which such 
measurements are subject, amply confirm the 
above determinations of the temperature coeffi- 
cient. 

Table XIII. 



» 



1 






ll (Millivolts) 




^Ä. 


Second. Heat. 










Measured. 








Streinti. 


Author. 


...SS 


0.094 


"■35 


"33 


0.36 


I ...S3 


O.0S9 


0,32 


0,32 


0.37 


■ ...„ 


0.046 


°-'7 


O'S 


0.25 



As stated, Streintz foimd that the E.M.F. is a 
linear function of the temperature. The same 
is still true in the case of highly dilute acids, as 
can be seen from Fig. s. which represents the 
variation of the E.M.F. with the temperature at 
an acid concentration of about 0.0005 g-mol. HjSO^ 
per liter. At the same time a glance at this figure 
shows that, using very dilute acid, one can make a 
very effective thermoelement out of the accumu- 
lator, by taking two batteries filled with such acid, 
connecting them opposed to each other and keeping 
one at a low temperature, say 10° C, the other at 
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higher, for example ioo° C. We have then at 

ur disposal a potential of 0.6 volt per cell. If 

the cold battery is discharged, the wann one is 

charged and all that is necessary in order to enable 



1? if 3? ui'^ 6? «P »■ a 



Fig. s. 

the system to give a current again at the expense of 
the introduced heat is to warm the former and cool 
the latter, and so on. It goes without saying that 
an accumulator filled with such dilute acid is not 
a technically available apparatus. It is, however, 
within the range of possibility that the high tem- 
perature coefficient may be obtained with a suit- 
able and practical electrol3'te. The lead-peroxide- 
lead element would then not only be an excellent 
accnmulator, but at the same time a first-class 
current generator, making the steam-engine dis- 
pensable for producing electricity. 



k 
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The influence of external pressure upon the 
E.M.F. of the accumulator is only very slight, and 
therefore of no practical significance. Since, how- 
ever, the effort has repeatedly been made to in- 
crease artificially the E.M.F. or capacity by apply- 
ing high pressure, we will carry out the simple 
calculation which shows that these are along the 
wrong course. 

In order to determine the change in the E.M.F. 
which can be brought about by an increase in the 
pressure resting upon the cell, let us picture to 
ourselves two accumulators connected with poles 
opposing each other (like poles connected). The 
two are to be identical as far as density of acid, 
temperature, etc., are concerned, except that rest- 
ing on accumulator i we have the pressure p,, and 
on accumulator 2 the greater pressure />,. Now 
if'the E.M.F. of accumulator 2 (£,) is greater than 
that of accumulator i (£1), we can get an electric 
current (energy) from the cells opposing each 
other, produced by the difference of electromotive 
forces {£j — £,). If we allow 96540 coulombs to 
pass the circuit, corresponding to the reaction of 
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i g.-mol. Pb and PbOj, we obtain ii 
circuit an available work 

W, = 9654o{£j — E,) volt-coulombs. 
Herewith accumulator 2 is discharged and accu- 
mulator I is charged with the same quantity of 
electricity; and in accumulator 2 the same chemical 
substances are decomposed and formed as are 
respectively formed and decomposed in accumu- 
lator I, We can therefore easily bring the cells 
back to their original condition, in that we transfer, 
for example by isothermic distillation, osmosis, 
and the like, to accumulator 2 the i g.-mol, Pb, 
J g.-mol. PbOj, and 1 g.-mol. HjSO, formed in 
accumulator i, and the i g.-mol. PhSO^and i g.-mol. 
HjO formed in 2 to i. This is possible without 
requiring the least amount of work, since the sub- 
stances in both cells are to be present in the same 
concentration. Therefore during the production 
of current the work of the chemical action is zero, 
taken altogether, and the equivalent of the elec- 
trical energy gained is the work performed by the 
external pressure in the cells. 

If we indicate the change in volume which takes 
place when ^ g.-mol. of active mass in the accu- 
mulator changes, by Jv, then we gain the work 
pjJv in accumulator 2, while in accumxUator i 
the work p,Jv is consumed. Measuring v in liters, 
p in atmospheres, the work performed by the ex- 
ternal pressure in the production of current is 
^^ IV, = CPj — Pi) äv liter-atmospheres. 
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Now since one liter-atmosphere is equivalent to 
101.3 volt-coulombs, it follows that 

iy, = ior.3(fj — /J,) Jy volt-coulombs, 

and the equation of the electrical and mechanical 
energy gives {W^ = ll\) 

■ £:,-£;, = i.04Xio-'(^,-/),)Ju volts. . (46) 
In addition we still have to calculate the change 
in volume Jv. The densities and volimies of the 
substances concerned are given in Table XIV. 

From these figures we get the volume of the 
actual substances before reaction (discharge) to 
be 58.37 c.c, and after reaction 66.7 c.c, i.e., the 
change in volume, 

^u =-8.3X10-' liters. 

During discharge an increase in the volume of the 

accumulator takes place, while during charging 

we have a decrease, the change per ampere-hour 

being 0.3 c.c. 



I 





Table 


XIV. 








Vol 


me 




Density. 






of 


c.. 


Pb 


11.38 


i g.-mol. 




PbSÖ, 


8.9. 
6.33 


,g-mol 


IIV 


H,SO. 


3-73' 




35.86 


H.0 









' This value represents the apparent density of the sulphuric 
acid in a lo per cent solution; it is so high because upon tnixing 
sulphuric acid with water a very marked volume contraction 
takes place. 
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The specific gravities of the substances in 1 
above table vary considerably, so that the calculation 
of Jv becomes somewhat inexact. I have therefore 
measured directly the change in volume during 
discharge for a 20 per cent acid, 
by enclosing a small accumulator 
in a glass vessel {Fig, 6) and 
reading the increase in volume on 
the graduated stem R which was 
produced by a discharging current 
of I ampere-hour. During the ex- 
periment the apparatus was kept 
in a water-bath of constant tem- 
perature. 

The residt was an increase in 
volume of 0,42 c.c. for each ampere- 
hour of discharge. The more ac- 
curate value for Jv is, therefore, 
Jv= -iiXio"' hters. 
Introducing this value into above 
equation, we get 

E,-E,= -ii.4Xio-'(p3-/',) volts. . (47) 

That is, an increase in the external pressure dot^s 
not bring about an increase but a decrease in the 
E.M.F., amounting to o.ooii volt per 100 atmos- 
pheres. The effect of pressure upon the E.M.F, of 
various galvanic elements has been measured by 
Gilbault.' For the accumulator, using 8.8 per 

' Compt, rend. 113, p. 465. 1891, 




Fig. 6. 



INFLUENCE OF EXTERNAL PRESSURE 105 

cent acid, he found a decrease in the E.M.F. of 
0.0012 volt per 100 atmospheres rise in pressure, 
a good agreement with the above calculation. 

While pressure has a detrimental eflEect upon 
the E.M.F. it acts favorably upon the capacity 
of the cell, by retarding somewhat the develop- 
ing of gas during charging, and therefore the cell 
takes up a greater quantity of current. 

In the bubbling accumtilator, however, the gases 
are, as it is, liberated under very high pressure, 
so that the influence of pressure on the capacity 
of the cell is likewise very slight and without any 
practical significance. 



BEHAVIOR DURING CHARGING AND 
DISCHARGING. 



In the previous chapters we have treated the 
variation of the E.M.F. produced by various ex- 
ternal influences. All these considerations per- 
tained to the accumulator while no current was 
flowing; there are still to be discussed the varia- 
tions of the electrical magnitudes which take place 
in the cell while the current is fio^Tng. 

The work that may be performed by an accumu- 
lator in the external circuit is essentially determined 
by the capacity and the potential at the poles, the 
so-called pole-potential of the closed cell. 

The pole-potential, as is well known, is given by 
Ohm's law during charging 



K=E + I-R, . 



during discharging 



(48) 



(49) 



where E stands for the E.M.F. of the cell, R the 
internal resistence, and / the strength of current. 



CHARGING AND DISCHARGING. 

Keeping the current at a constant strength and 
measuring the pole-potential at short intervals, we 
obtain curves of the form given in Fig. 7. During 
the first minutes of charging the E.M.F, rapidly 
rises from 2.0 to about 2.1 volts, then during the 
greatest part of the charging it slowly, steadily 
rises, finally at the close suddenly going up to 2.5- 
2.7 volts. During the time of the rapid rise in the 
potential, the cell begins to evolve gas, and the 
pole-potential changes only very slightly. If we 
now interrupt the current and allow the charged ac- 
cumulator to rest, the potential at first falls rapidly, 
later slowly, reaching, in the course of several hours, 
the E.M.F, corresponding to the density of the acid 
employed. Further discharging shows another 
rapid fall in potential to about 1.9 volts; from here 
on it gradually sinks to about 1.85 volts, finally de- 
creasing more and more rapidly to zero. The values ■ 
given in Fig. 7 pertain to about 20 per cent acid 
and a normal current density of about 0.005 ampere 
per sq. cm. of electrode area. In the case of higher 
current densities the distance between the charging 
and discharging curve increases and the straight 
portions of the curves form a greater angle with 
the axis of abscissa. 

With elements having a thin active layer (Plante 
cells and the like) the bends of the curves become 
more marked, with those having thick plates they 
are more rounded than in Fig. 7, The genera] 
character of the curves, however, remains un- 
changed. 
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^* Fig. 7 shows that the pole potential is several 
tenth volts higher during charging than during 
discharging, whereby the 20 to 30 per cent loss 
of energy always accompanying the storage in the 
accumulator is brought about. It would seem 
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Fig. r. 

near at hand to ascribe this difference in the values 
of iC to the loss of potential {IR) in the cell. The 
internal resistance, however, of even the smallest 
cells employed, in open circuit is not more than 
several hundredth ohms. In order to explain this 
large loss in potential we would have to assume, 
during the flowing of current, an increase of the 
resistance from 20 to 40 times the amount. Such 
changes in resistance could easily be observed with 
^^ telephone and alternating current. The measure- 
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ments of Haeberlein,' who was the first to study 
these relations more in detail, showed, however, that 
such an increase in the resistance does not take place. 
Therefore the difference hetween the charging and 
discharging potential can only be brought about 
by a change in the E.M.F. {£), i.e., by a polariza- 
tion of the electrodes. Very different views have 
been expressed as to the cause of this polarization ; 
Haeberlein assiimed a gas polarization, other in- 
vestigators (Gladstone, Hibbert, Schoop) suspected 
an insufficient amount of active mass or acid ; newer 
theories {Darrieus, Elbs) attempted to explain the 
same by assuming for charging and discharging dif- 
ferent chemical reactions taking place with unequal 
change in the amount of energy. The assumption 
of a gas polarization seems untenable, because at 
a voltage of 2 no gases are liberated in the accumu- 
lator, similarly an insufficiency of active mass is 
excluded since the falling off of the voltage takes 
place at the very beginning of the discharging when 
active mass is present in large excess. The assump- 
tion of a charging reaction with a greater change 
in energy will be disproven in the following chapter ; 
wherewith the only cause remaining for the differ- 
ence between the charging and discharging voltage 
is the appearance of variations in the concentra- 
tion of the acid, and partly also the dissolved salts, 
within the substance of the plates. In fact, as 
will be shown presently, the entire behavior of the 



no CHAPTER Vin. 

accumulator during charging and discharging finds 
its best explanation in this last assumption. 

That decided changes in the concentration of 
the acid will set in at the electrodes is very probable 
when we remember that the active substance at 
both poles is a porous, spongy mass ; consequently 
the sulphuric acid set free during charging accord- 
ing to equation (i) can only slowly diffuse out and 
the concentration of the acid in the substance of 
the electrode must rise. As is well known during 
the charging of an accumulator one observes con- 
vection currents of more dense acid flowing down 
the electrode plates. Conversely during discharg- 
ing the concentration of the acid within the mass 
of the electrode will diminish. Now, through the 
measurements and calculations in Chapter IV it 
was proven that the E.M.F. rises greatly with the 
acid concentration; it is apparent, then, why the 
charging potential lies several tenth volts higher 
than the discharging potential. What is more, to 
explain this difference it is by no means necessary 
to assume any very great variations in concentra- 
tion. With the usual current densities the mean 
E.M.F. during charging lies about 0.08 volt higher, 
during discharging about as much lower, than 
corresponds to the density of the acid present; 
according to Table V, therefore, the concentration 
of the acid in the electrode substance is about 
10 per cent HjSO, higher during charging, and 
I about the same amount lower during discharging, 
I^-Üian the acid outside. That is with normal charg- 
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ing the concentration of the acid witliin the active 
mass rises from 20 to 30 per cent and falls during 
discharging down to 10 per cent. Of course, with 
greater current densities the concentrating and 
diluting of the electrode acid asstimes greater 
values, resulting in a greater diminution of the dis- 
charging and a larger increase in the chaining 
potential. 

The fact that the polarization appearing in the 
working accumulator is caused principally by varia- 
tions in the concentration of the ' acid and only 
to a limited extent by the shortage or excess of 

+ + 

the other ions (PbO„ Pb) can be shown by meas- 
uring the pole-potential with different acid densi- 
ties. With more dilute acid, of course, the reduc- 
tion in concentration will he more intensified for 
the same strength of discharging current resulting 
in a greater polarization of the accumulator. 

A small cell discharged with the high current 
density of o.oi ampere per sq. cm, gave, for ex- 
ample, with an acid density of 1.18 (25 per cent 
H,SO,) the E.M.F, of 2.02 volts in open circuit and 
a mean discharging potential of 1.80 volts; the 
polarization therefore amounted to about 0.22 volt. 
On the other hand, with an acid density of 1.06 
(9 per cent H,SOJ the E.M.F. was 1.94 volts, the 
mean discharging potential 1.66 volts, and conse- 
quently the polarization 0.28 volt. 

The marked variations in concentration c 
at the electrodes can readily be demonstrated 1 
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a simple lecture experiment. Take two electrode 
strips cut from larger plates and suspend them three- 
quarters of their height in a flat trough ^ of plain 
parallel glass plates about 2X4X6.5 cm, in di- 
mensions. Project an enlarged picture of this 
small cell by means of a projecting apparatus, 
then by charging with about 0.3 ampere one can 
see flowing down the electrodes, and especially 
beneath the same, decided convection currents of 
concentrated acid. During discharging the reverse 
takes place, convection currents of dilute acid rise 
along the electrodes. Also the fact, to be discussed 
presently, that the variations in concentration are 
greater at the positive than at the negative plate 
is clearly visible. We will now consider more in 
detail the course of the pole-potential curves, tak- 
ing up first the charging ciirve (Fig. 7). 

(a) Charging Curve. — Upon closing the charging 
current through an accumulator, sulphuric acid 
is at once set free at both electrodes from the lead 
sulphate, the E.M.F. and charging potential there- 
fore rise rapidly (portion AB of curve) until the 
difference in concentration against the external 
acid has become so great that the acid equalization 
can hold pace with the fresh formation of the same. 

Shortly after the first rising of the potential the 
same usually falls again a bit. This peculiar 
phenomenon is in all probability to be attributed 
to the destruction, by the action of the charging 
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current, of the thin continuous iayer of sulphate 
which forms on the electrodes during rest. This 
results in a diminution of the internal resistance, 
and therefore, according to equation (48), in a 
decrease of K. In the case of highly sulphated 
electrodes, this first potential maximum can amount 
to a number of tenth volts. 

The slow linear rise during the greater part of 
the charging (portion BC of curve) is to be ascribed, 
on the one hand, to the increase in the density of 
the entire acid, and, on the other hand, to the deeper 
penetration of the current lines into the active 
mass and the accompanying greater difficulty of 
acid equalization. 

Toward the end of the charging the voltage 
begins suddenly to rise very rapidly to 2.5-2.7 volts 
(portion CD of curve), and at the same time a 
strong evolution of gas sets in at the electrodes. 
This great rise in the voltage of 0.5 volt can, of 
course, not be caused by a concentrating of the 
acid, because at this stage of the charging prac- 
tically all the sulphate accessible to the action of 
the current has been transformed, and the forma- 
tion of acid has been replaced by a water decom- 
position. 

This excess voltage of 0.5 volt may possibly come 
about as follows ; ' During charging there is always 
solid, finely divided lead sulphate present at the 
electrodes; the acid will therefore be kept very 

' Nernst and Dolezalek, Zeitschr. £. Elektrochem. 1900. 
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nearly saturated with sulphate. At the close of 
the charging, however, almost all the sulphate 
accessible to the action of the current is consumed, 
and consequently the sulphate found in solution 
will be rapidly electrolyzed out, whereby the con- 
centration of the lead ions diminishes and the 
E.M.F, must greatly increase according to equation 
{^3) (P- 5°)- Very soon the lead solution is so 
greatly diluted that the work required to separate 
lead (sp) has become equal to that, which is neces- 
sary for the formation of hydrogen bubbles on a 
lead surface. From this moment on not lead but 
hydrogen will be separated. Analogous considera- 
tions can be developed with regard to the per- 
oxide electrode. 

That in reality a diminution of the lead sulphate 
concentration can produce an increase in the E.M.F. 
of a number of tenth volts is shown by measure- 
ments of Streintz,' according to which the potential 
difference of an oxidized (and therefore covered 
with sulphate) lead plate in sulphuric acid against 
zinc amounts to 0.45 volt, while a bright lead 
plate shows 0.75-0.77 volt. That is, the potential 
difference of a plate practically free from sulphate 
is about 0.3 volt higher against PbOj than one 
covered with sulphate. 

If the overcharged accumulator is allowed to 
rest with open circuit, lead sulphate, which is still 
present, even in the charged element, will diffuse 
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out from the interior of the plate and thereby bring 
about the rapid fall of the E.M.F. to the normal 
amount. If all the sulphate found upon the elec- 
trode has been decomposed by a long overcharging, 
it is reformed of its own accord by spontaneous 
discharging when the circuit is opened. This is 
shown by the brief, energetic evolution of hydro- 
gen upon interrupting the charging current. It 
seems safe then to assume that the high potential 
at the close of the charging is caused by the forma- 
tion in the accumulator of a lead sulphate con- 
centration chain. 

Soon after the swelling of the potential up to 
the maximum value of 2.5 to 2.7 volts (according 
to the current density) it falls a number of hun- 
dredths volt (at D in Fig. 7) ; this comes from the 
fact that now the evolution of gas mixes the con- 
centrated acid still present in the electrodes with 
the external acid. This mixing of the acid by the 
gas-bubbles can be directly observed very nicely 
in the lecture experiment described above. 

(i) Discharging Curve (see Fig. 7). — According 
to our reaction-equation (i), the acid is used dur- 
ing discharging for the formation of sulphate ; in 
immediate proximity to the electrode the con- 
centration of the acid must diminish and there- 
fore also the pole potential decrease (portion AE 
of curve). Soon after this follows a (however 
not always present) flattened potential minimum 
(at E), which is possibly caused by the formation 
of a supersaturated lead sulphate solution ; for 
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\ the solubility of lead sulphate in 20 per cent acid 
[ perceptibly diminishes with dilution, so that at 
[ the beginning of the discharging when little solid 
I lead sulphate is present a supersaturation of short 
duration is quite probable, but an increase in the 
lead sulphate concentration is accompanied by a 
[ diminution of the E.M.F. (equation (13), p. 50). 

The further gradual falling off of the pole voltage 
I (portion EF of curve) in the course of the dis- 
charge is caused by the decrease of the acid density 
in the entire accumulator, but above all by the 
increasing difficulty of the transportation of acid, 
as the action of the current penetrates deeper into 
the active mass. Finally, the rate at which the 
acid penetrates fails to keep pace with the elec- 
trolysis, which brings about the more and more 
rapid sinking of the pole-potential. This marked 
falh'ng off naturally takes place earlier the greater 
the acid consumption, the stronger the current 
with which the accumulator is discharged. There 
can be no thought of a shortage of active material 
I at the falling off of the discharge voltage, because 
is still possible for some time to take energy 
I from the accumulator by means of a weaker current. 
The advance of the chemical change of the active 
• mass of the positive electrode during charging 
1 and discharging has been analytically followed 
[ up by Ayrton, Lamb, and Smith. The results of 
I these investigations are given in Fig. i (p. 7). 
I The same show that during charging the entire 
■ sulphate is oxidized to peroxide (and probably 
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also reduced to lead sponge), while during dis- 
charging, even in the outer layers during the long 
discharging time of fifteen hours, only about 60 
per cent of the active mass takes part in the cur- 
rent production; not until we use very weak cur- 
rents is the electrode mass entirely converted 
into sulphate. 

Gladstone and Tribe made a very interesting 
observation while discharging Plants cells with a 
strong current. After such a rapid discharge the 
negative electrode was covered with a dark coating. 
The analysis' of this showed that the lead sponge 
is not only converted into sulphate but part of it 
even into peroxide. 

They have given no explanation for this phe- 
nomenon, which is in the highest degree an un- 
expected one. The energy set free at the positive 
electrode in the conversion of peroxide into sulphate 
cannot possibly, in view of the loss of potential, 
suffice to convert sulphate back into peroxide at 
the other electrode. 

But even this observation of Gladstone and 
Tribe is explained very simply by the variations 
in concentration occurring at the electrodes. 

In the case of Plante cells the capacity of the 
peroxide electrode is usually considerably greater 
than that of the l€;ad sponge electrode, so that 
during discharge the decrease in the concentration 
of the acid can be much greater at the latter than 
at the former. At the end of the charging, there- 
fore, we have in the cell a peroxide concentration 
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chain of the kind discussed on p. 86, in which 
in the concentrated solution the peroxide is con- 
verted into sulphate, while in the dilute solution 
the sulphate is converted into peroxide with a force 
equal to a number of tenth volts (Table IX) . For 
analogous reasons it is very probable that one 
can observe a partial reduction of the peroxide 
to lead sponge by rapidly discharging a Plants 
cell whose positive electrode has a lesser while its 
negative has a greater capacity. 




REVERSIBILITY. 

The behavior during charging and discharging, 
described in the previous chapter, shows clearly 
that the loss of energy which takes place in the 
working accumulator, evidenced through the differ- 
ence between the charging and discharging poten- 
tial, is conditioned upon the development of varia- 
tions in the concentration of the electrolyte within 
the active mass. It still remains to be proved 
that this applies to the entire energy loss and that 
it is not caused in part by a charging action of a 
higher decomposition voltage, as has been assumed 
in some of the newer theories. This question can 
easily be decided by rapidly passing from charging 
to discharging and plotting the voltage curve. 
In the second case the voltage would have to change 
abruptly with the change in current; in the first 
case, however, it would require a certain time and 
quantity of current, since the difference of con- 
centration already present must first equalize 
itself and then develop in the opposite sense. An 
experiment in this connection upon a small accu- 
mulator is given in Fig. 8, 
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The chaining and discharging took place with 

the accumulator in a state of semi-discharge, and 

was carried out with constant (normal) strength 

f of current. The time is plotted as abscissa and 

I the voltage as ordinate, after correcting for the 
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loss of potential of 0.05 volt corresponding to a 
resistance of 0.025 ohm, caused by the internal 
resistance. ' 

AB represents the middle section of a normal 
discharge curve. At B the direction of the current 
the accimiulator was suddenly changed by 
, means of a commutator. As Fig. 8 shows, the 
counter potential of the accumulator did not rise 
abruptly, but gradually, to the charging voltage 
after about 10 amp. -min. had passed. At C the 
commutator was again changed to discharge, whereby 
the voltage gradually, after a passage of about the 
same amount of electricity as above, fell to the 

' According to the measurements of Haagn (Zeitachr. f 
Elektrochem, 1897) the resistance of a very similar accu- 
mulator employing the same acid is 0.013 ohiti; therefore 
this proof is to he considered exact for only ,V of the entire 
rence of potential. 
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smaller discharge voltage. In addition to these 
curves, the well-known fact that the difference 
between charging and discharging voltage in- 
creases with increasing strength of current and 
converges toward zero with decreasing strength 
speaks for the assumption of a concentration force 
and against a changed electrolytic reaction. Fig. 9 
gives measurements which confirm this splendidly, ', 
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Pig. q, 

the charging or discharging strength of current i 
being plotted as abscissa and the charging or dis- 
charging voltage as ordinate. The measurements ; 
were carried out on a large accumulator of the 
Watt Accumulator Works (Berlin), of about aoo 
amp. -hours capacity, having 6 positive and 7 
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formation of sulphate; in addition 2ft H atoms 
wander away and (i — n) mol. S0< come, indicating 

the Hittorf migration number of the cathion (h) 
by [I. The total change in concentration at the 
lead-sponge electrode is therefore 

-iSO,-2jL(H + {i-/i)SO,= -;(mol. H3SO,. 

At the peroxide electrode we have the following 
changes in concentration: i mol. SO4 is hkewise 
used for the formation of the sulphate, at the same 
time 2 O atoms of the peroxide are sent into the 
solution. Through migration 2/1 H atoms come 
and (i - ju) mol. SOj wander away. The total 
change therefore is 



iSO, + 2O + 2/iH - (i - //)S0, 
= 2HjO- 



(2 - ft) mol. H^SO,. 



The migration number /£ of sulphuric acid is, 
according to the measurements of Hittorf, for 
the customary acid concentration of 20 per cent, 
equal to 0.81. Hence for this density of acid the 
consumption of acid at the lead-sponge electrode 
amounts to —0,81 mol. HjSO,, and at the peroxide 
electrode to 2 mo!. HjO-1.19 mol. HjSO^, which 
latter change in water and acid means a change 
of —1.28 mol. H;SO( for acid alone. Even though 
migration strives to reduce the concentration at 
the lead-sponge electrode and increase it at the 
peroxide electrode, nevertheless the reduction in 
concentration at the latter is considerably (about 
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1.6 times) greater, as a result of the formation of 
water. In addition, as already mentioned, the 
less great porosity of the peroxide also brings 
about a greater exhaustion of the acid at this elec- 
trode. 

Now in Chapter V (p. 87) we obtained for the 
variations of the separate electrode potentials 
(ej and £1) resulting from the dilution of the acid 
the equation 



"dn 



=( 



1.47 + 






in which n stands for the number of g.-mol. of water 
which are contained in the acid solution per g.-mol. 
HjSO,, For the usual acid density of 1.15, « = 20, 
and therefore 



dn 



dn' 



that means that the potential of the peroxide elec- 
trode falls off with the dilution of the acid 1,6 
times more than that of the lead electrode. 

So the same change in concentration effects a 
1.6 times greater polarization at the peroxide 
electrode than at the lead electrode. From all 
this it follows that the reversibility of the peroxide 
electrode will be considerably less than that of 
the lead electrode. Measurements on the reversi- 
bility of the single electrodes were first carried out 
by Streintz, The potentials of the separate elec- 
trodes of a Tudor cell of about 50 amp.-hours capac- 
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^H ity were measured against a zinc electrode in like 1 
^^V acid, during charging and discharging with 6 amp. ; 1 
^H in this way the values given in Fig. i o were obtained. 1 
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hese values show that in reality the difference 
ween the charging and discharging potential 

onsiderably greater with the peroxide than 
1 the lead electrode. Accurate quantitative 
tions are not to be expected with such com- 
ated difEusion processes. 

ugdan' recently also investigated the polariza- 
of the separate electrodes during charging 
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Sid discharging. A positive and a negative grid 
plate, both made up of like dimensions filled with 
the same quantity of lead, were charged and dis- 
charged between larger plates. While the current 
was flowing, the positive plate was measured against 
a small peroxide plate and the negative electrode 
against a small lead-sponge plate. Here also, as 
shown in Fig. ii, the polarization of the positive 
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electrode is much greater than that of the negative. 
It is very remarkable, however, that the difference 
between the polarizations is considerably greater 
for charging than for discharging. Possibly this 
phenomenon is caused by the not rapid enough 
re-formation at the positive electrode, on account 
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of the exceedingly small concentration (compare 
p. 47) of the PbOj ions (p. 43) precipitated during 
charging; so that a perceptible exhaustion of these 
ions sets in, and according to the theory of Liebenow 
(equation 13) the charging voltage must rise. A 
decision upon this theoretically as well as practi- 
cally important question might possibly be achieved 
by measuring the polarization of the peroxide 
electrode in solutions with varying concentrations 

of PbOj ions. 

According to the above measurements of the loss 
of energy occurring in the accumulator, from 60 
to 70 per cent is to be attributed to the peroxide 
and only from 30 to 40 per cent to the lead-sponge 
electrode. This of course is only true when posi- 
tive and negative electrode are made of like frames 
and paste, and have approximately the same 
capacity. 

In cells which contain thin positive and thick 
negative plates, or in which the capacity of the 
positive exceeds several times that of the negative 
electrode, the concentration polarization can never- 
theless become greater at the lead sponge, in spite 
of the more favorable conditions described above, 
than at the peroxide. For the forms used in prac- 
tice, however, the above relations may apply 
approximately. 




CHANGES IN THE OPEN CELL. 

(a) Recovery. — If we discharge a cell until the 
pole-potential has fallen off and break the circuit, 
we observe on an attached voltmeter that the 
E.M.F. at first rises rapidly, later more slowly, 
and in the course of a few minutes reaches the value 
corresponding to the density of the acid present. 
This phenomenon has been termed " recovery of 
the accumulator." It fully resembles the residual 
charge observed upon rapidly discharging a con- 
denser. 

According to the statements of the previous 
chapter, the falling off of the E.M.F. comes from 
the acid poverty of the electrolyte within the 
active mass; after interrupting the current acid 
soon diffuses in from without and effects the re- 
covery. That we have here essentially to deal 
with an action of diffusion is proven by the fact 
that the course of the recovery can with good 
approximation be calculated from the diffusion 
law of Fick.' The increase in concentration dc 



' As is known, it applies 
electrolTtes. 



only approximately i 
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which the acid experiences in the small time in- 
terval dt can be placed approximately propor- 
tional to the difference between the concentration 
of the acid without (cj and within the pores (Ci), 
as well as the diameter of the pore q, and inversely 
proportional to the length of the pore /. We 
have, then, 



dc = const. ■ 



I 



Since the concentration c^ of the outer acid can 
be considered constant and also g and / are in- 
dependent of the time, we have 



3£i 

dt " 



■ const. — const, c,-. 



(50) 



Now within the range of acid concentration 
of from 5 to 50 per cent the E.M.F. rises almost 
linear with the amount of acid, and hence, accord- 
ing to equation (15) (p. 53), 

E = i. 850 + 0. 00057 ^i- 

From this follows 



and in conjunction with equation (50) and (15) 
I ve get 
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Finally, the integration of this equation gives for 
the E.M.F. at the time t the relation 



Ef=E„ 



P_ 



(5t) 

is the 



in which E„ p, and a are constants, and i 
basis of natural logarithms. 

For * = ■* , Et=E^; E^ then is the E.M.F. after 
complete recovery, as given by the concentration 
of the external acid. 

For i = o, Ei — E^=—p; p is the value of the 
polarization at the end of the discharge. Equa- 
tion (51) makes it possible to calculate the E.M.F. 
at any time after closing the circuit from the E.M.F. 
at the moment of interrupting the discharge, the 
acid density, and a constant depending on the 
construction of the cell. 

The rate of recovery has been carefuUy studied 
by Moore.' Out of the large number of measm-e- 
ments I give an example in Fig. 12. The drawn- 
out curve shows the course of the pole voltage 
during discharge. After breaking the circuit the 
voltage gradually rises again to the original value 
2.052 volts, as indicated by the dotted curve. 
Calculating the electromotive forces at different 
times by means of equation (51), we get the values 
indicated in Fig. 12 by crosses which fit very well 
into the measured curve. In the calculation 
the values £^ = 2.052, p = E^ — Et^ = o.2t^, and 
= 0.883 were 1 
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This close agreement between the measured 
and calculated forces is again a splendid proof 
that the falling off of the pole voltage during dis- 
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charge is essentially brought about by variations 
in concentration within the active mass, and not 
by an irreversible chemical action. 

Quite similarly, as from an exhaustion through 
far-reaching discharge, the accumulator also re- 
covers from a polarization through overcharging. 
As can be seen from Fig. 13, this recovery likewise 
shows a logarithmic course; here, however, it is 
not a diffusion of sulphuric acid, but one of lead 
sulphate (compare p. 114). The above considera- 
tions and equations are applicable to this < 
without further modification. 
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(Ö) Self -discharge. — If we allow a charged accu- 
mulator to remain idle, we observe that the density 
of the acid slowly decreases and that the amount 
of current obtainable by discharging becomes less 
from day to day. This spontaneous discharge 
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for a cell in good condition amounts to from i to 
2 per cent per day of the stored quantity of elec- 
tricity, and can, if the acid contains impurities. 
reach 50 per cent and more. We will first con- 
sider more in detail the causes for the self-dis- 
charge of the lead-sponge electrode, because prac- 
t^Uy this one is of the greater importance. 
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It is most fatal for the lead-sponge electrode to have 
the accumulator acid contaminated with a strongly 
negative metal, such as platinum, gold, and the 
like, since these precipitate on the lead and form with 
it a short-circuited local element, which causes the 
kad sponge to change into lead sulphate with a 
stronge evolution of hydrogen. Evidently such a 
self-discharge can be brought about only by a 
metal more electronegative than lead. In this 
connection, however, we must bear in mind that the 
potential difference of a metal against its solution, 
according to the theory of Nemst, does not alone 
depend on the natxu*e of the metal, but in a high 
degree also upon the concentration of the metal 
ons in the surrounding electrolyte. Therefore 
lead behaves in accumulator acid, on account of 
the small concentration of the lead ions, about as 
strongly electropositive as cadmium in cadmium 
sulphate solution. It can then, for example, also 
precipitate nickel, cobalt, and even iron in sul- 
phuric acid, but is incapable of doing so in solutions 
of easily soluble lead salts — a condition that is 
usually overlooked. 

Further, it is to be noted that the local current 
formed, and therewith also the self-discharging, 
can only attain a value of practical significance 
when the liberation of hydrogen on the precipi- 
tated metal takes place readily. Now the quite 
recent investigations of Nemst and Caspari ' have 



•Zeitschr. I. physiba] Chem. XXX, 1B99, H. i, p. 89, 
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shown that the electrolytic hberation of hydrogen 
on the surface of a metal does not by any means 
take place reversibly,' but in order to have hydro- 
gen bubbles formed a considerable excess voltage 
is necessary, which has entirely different values 
for the different metals. According to these in- 
vestigations the following voltages measured against 
a hydrogen electrode* are necessary for the pro- 
duction of hydrogen bubbles on the different 
metals: 

Pt platinized o.ooj^volt Pd . 



Cu. 



Hg. 



According to the measurements given in Table 
VIII (p. 79), the potential difference of a lead- 
sponge plate against a hydrogen electrode in 
sulphuric acid of the usual concentration is 0.33 
volt. Therefore all metals having an evolution 
voltage for hydrogen smaller than 0.33 volt can 
cause a self-discharge of the lead electrode; all 
others, however, cannot. Consequently only the 
metals standing on the left in the above table are 
dangerous to the accumulator, while those on the 
right can be introduced into the acid without 
the least danger, even though some, such as tin, 

' That is, at the potential zero measured against a hydrogen 
electrode, 
,.' Platioized platinum-foil saturated with hydrogen. 
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mercury, and palladium, are considerably more 
noble than lead. On the contrary, a little mer- 
cury can even act to advantage, in that it 
alloys with the lead, thereby increasing the hydro- 
gen evolution voltage of the same, which reduces 
considerably its spontaneous solution. 

The intensity of the local current produced, i.e., 
the rate of spontaneous discharge, is of course, 
according to the above potentials, greatest for 
platinum and smallest for copper, as practical 
experience has long ago shown. 

A detailed investigation as to the spontaneous 
discharge of accumulators by metallic impurities 
has been carried out by Kugel.' Spectroanalytical 
and chemical researches by Kayser and Ost, carried 
on at this opportunity, showed that platinum as 
an impurity even in the proportion of i : loooooo 
is capable of producing a rapid self-discharge of 
the negative plate. Also the observation of Kugel 
s very striking, that metals can produce a strong 
self-discharge, which alone cause scarcely any 
action, when several are present in the acid at the 
same time. An explanation for this cannot be 
given at the time. 

The spontaneous discharge produced by platinum 
is of especial significance practically, because this 
can easily occur when sulphuric acid is employed 
which has been concentrated in platinum retorts. 
One can easily satisfy himself of the deleterious 
action of platinum by pouring a little platinum 



chloride solution into a charged cell; in a short 
time the negative plates begin to give off hydrogen 
gas, and are soon completely discharged. 

Such plates contaminated with platintim are in 
no wise to be made available again. All other 
metallic contaminations, in case they are present 
only in traces, become inactive upon continued 
used of the cell, supposedly, by gradually alloying 
with the lead. 

The presence of metallic impurities may be 
recognized by the continued evolution of gas, at 
the negative plates, after interrupting the charg- 
ing current. 

We will now turn our attention toward the spon- 
taneous discharge of the positive electrode. This 
in general takes place more slowly than that of 
the lead-sponge electrode, and therefore is of less 
importance in practice. Metallic impurities are 
of course vrithout influence upon the lead peroxide, 
since they are not precipitated by it. The only 
kind of spontaneous discharge of interest here 
is the one investigated by Gladstone and Tribe and 
termed " local action," This action is based on 
the fact that the peroxide forms a short-circuited 
cell with the underlying body of lead, whereby 
peroxide as well as lead body are converted into 
sulphate. This attack of the peroxide upon the 
underlying lead accounts for the gradual destruc- 
tion of the latter. The self -discharge coming about 
in this way reaches an extent which is of pmctical 
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significance only in cells with a thin peroxide 
layer (especially Plants cells). 

In addition to the modes already discussed, the 
spontaneous dischai^e of a cell can be broi^ht 
about by impurities which are easily oxidized and 
can serve as oxygen-carriers from anode to cathode. 
Such are in particular the salts of metals which 
occur in several states of oxidation. If, for example, 
a salt of iron is present, the same will be oxidized 
to ferric at the peroxide electrode, then difiuse 
to the lead-sponge electrode, and there pass into 
ferrous salt with the liberation of oxygen. This 
ferrous salt can then take up fresh oxygen again at 
the anode, and so on. 

Another instance of this kind, investigated by 
V. Knorre, ' is the self-discharge which manga- 
nese salts induce in the accumulator. Manga- 
nese compounds are often present as impurities 
in the litharge, or are possibly purposely added to 
the paste. Their deleterious action rests on the 
fact that permanganic acid is formed at the per- 
oxide electrode, which diffuses to the lead sponge 
and there gives up the available oxygen. The 
use of manganese salts is therefore to be avoided, 
especially as there seems to be no favorable in- 
fluence upon the active mass. 

Further losses of electricity are certainly also 
caused in the accumulator by the acid about the 
electrodes becoming saturated with oxygen or 



' Zeitschr. t Elektrochem. Ill, ] 
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hydrogen, which gases diffuse to the opposite 
electrode, oxidizing or reducing the same, thereby 
bringing about a self-discharge of the cell. It goes 
without saying that the oxygen of the air also 
effects a gradual oxidation (discharge) of the lead 
sponge. As is well known, the free access of air 
brings this about very rapidly, and is accompanied 
by a strong heating of the lead sponge. 

The last modes of self-discharge considered can 
only cause slight losses of current, since they de- 
pend upon the slow-acting phenomenon of diffu- 
sion, and are therefore practically of considerably 
less importance than those first mentioned. 

In conclusion it should be noted that the acid 
density is of great influence upon the rate of self- 
discharge of the lead-sponge electrode. During 
spontaneous discharge hydrogen is liberated on 
the impurities ; that is, these play the part of hydro- 
gen electrodes and the self-discharging must there- 
fore, in accordance with the electromotive forces 
contained in Table VIII (p. 79), greatly increase 
with the acid concentration. With very concen- 
trated acid the E.M.F. of the combination Pb — Hj 
exceeds 0.64 volt (see table above), the value of 
the evolution potential of hydrogen on a lead sur- 
face; in concentrated acid, therefore, even the 
purest lead must dissolve of its own accord with 
a copious evolution of hydrogen. This conclusion, 
as is well known, is confirmed by actual experience. 

Measurements on the rate of self-discharge with 
varying concentrations of acids have not been 
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made, but practical experience with accumulators 
has shown, in agreement with the above, that self- 
discharge increases very greatly with the concen- 
tration of the acid, 

(c) Sulphatization. — If we attempt to recharge 
an accumulator that has stood for some time in a 
discharged condition, we find that the internal 
resistance has very greatly increased ; the re- 
sistance does not begin to diminish until the charg- 
ing current has passed through the element for 
some time ; in the course of the charging it slowly 
approaches the normal value. A capacity test 
shows that the capacity of the cell has suffered 
greatly. Standing in a discharged condition is 
therefore exceedingly detrimental to an acciimu- 
lator, and it requires several chargings, discharg- 
ings, and overchargings to bring it back again to 
its former serviceability. If discharging has been 
very complete and the cell has been in this condi- 
tion for several weeks, it is possible to make the 
impaired plates serviceable again only with the aid 
of a very great quantity of electricity, so that it 
is usually cheaper to replace them by new ones. 

If we observe carefully the plates of an accu- 
mulator which has been strongly discharged and 
allowed to rest, we notice that their color gradually 
becomes lighter. After a number of days small 
white spots appear in isolated places, which in- 
crease in size from day to day, so that after a 
number of weeks the plates appear completely cov- 
ered with a white coat. 
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A careful testing of this coat shows that it con- 
sists of pure lead sulphate; for that reason the 
phenomenon described, so detrimental to the accu- 
mulator, has been given the ill-chosen name "sul- 
phatization of the plates,'^ 

We have seen in the foregoing chapters that with 
every normal discharge lead sulphate is formed 
on both electrodes, which is without the sUghtest 
difficulty changed back into peroxide and lead 
during chaining. At first glance this fact seems 
to stand in contradiction to the phenomenon of 
so-called sulphatization ; the assumption there- 
fore has frequently been made that during normal 
discharge the lead sulphate forms in an allotropic 
modification of the ordinary sulphate, which only 
after some time converts into the latter and 
causes the phenomenon of sulphatization. We 
know, however, no such modification of lead sul- 
phate or any other similarly constituted salt; the 
assumption of such a sulpliate is therefore entirely 
arbitrary, and besides it is by no means necessary 
for the explanation of the phenomenon in question. 

Sulphatization can, as was shown by Elbs,' be 
very simply explained in the following way: During 
the discharge of the accumulator there is formed 
on every lead or peroxide particle a thin layer of 
very finely divided lead sulphate saturated with 
acid. If the accumulator is allowed to stand in 
this condition, it is exposed to slight temperature 
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fluctuations, which cause the sulphate to draw to- 
gether "into larger, isolated crystal crusts. With a 
rise in temperature the solubility of the sulphate 
greatly increases, therefore the smallest crystals 
present will entirely pass into solution. With a 
slow coohng following upon this, the crystals still 
present will increase in size, so that the fluctuations 
in temperature result in a continued growing of 
the large crystals at the expense of the small ones, 
whereby the active mass is finally covered with 
an impenetrable layer of sulphate crystals. The 
greater solubility of the small crystals also acts 
in the same direction (see Ostwald, Analytical 
Chemistry), The increase of the internal resistance 
which comes about in this way can also frequent- 
ly be observed in the case of other elements work- 
ing with solid salts, especially in the Clark and 
Weston elements. 

The growing of the sulphate coat naturally causes 
the color of the active mass lying under it to be 
covered more and more, and the plates assume a 
white color. As a matter of course, with the small 
solubility of the lead sulphate the larger sulphate 
crystals are not so accessible to the action of the 
charging current, as finely divided sulphate masses 
mixed with conducting lead or peroxide particles. 

We shall now attempt to determine the conditions 
through which the disturbing sulphatization can 
be most effectively reduced. 

As demonstrated by the experience of the accu- 
Lmulator factories and the measurements of Heim. 
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the sulphatization increases rapidly with the acid 
density. This fact is very easily understood in | 
the light of the above. Evidently the rate of re- 
crystallization must likewise increase greatly with 
the solubility of the sulphate; now the solubihty 
of a lead salt at first decreases upon adding an acid 
having an ion in common with it, but upon further 
addition the same increases again, in that the acid 
forms complex compounds with the salt. 

In Fig. 14, for example, are given the solubilities 
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. chloride in water with the addition of 
Qounts of hydrochloric acid, as recently 
tely determined by v. Ende.* The solu 
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of the lead chloride reaches a minimum at afe^i 
lormal acid, rapidly increasing upon further 
addition of acid to a value four times as great as 
that in pure water. 

Unfortunately the solubility curve for lead 
sulphate in varying concentrations of sulphuric 
acid has not as yet been determined ; I have been 
able to find in the literature only the determina- 
tions given in Table XV. 
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The graphic representation of these values shows 
(Fig. 15) a course quite similar to the solubility 
curve for lead chloride. 

This lead sulphate curve can of course make no 
claim to accuracy, since the values are taken from 
different observers. There still remains a piece of 
work, important to the theoretical as well as the 
practical side of the accumulator, to determine this 
curve accurately (especially the dotted portion). 

As far ;is can be seen from these measurements, 
minimum of solubility of lead sulphate, and 
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therefore that of sulphatization, seems to He near 
1.5 g.-mol. HjSO, {13 to 14 per cent HjSOJ. This 
would agree very closely with the observations of 



V — —:;*'- — — 

• 1 A rO 12 U ir-nDl.. 



Heim, according to which, in order most effective- 
ly to keep up the capacity of a cell, it is best to fill 
the same with 16 per cent H,SOj, measured in 
the normally discharged condition. With an acid 
of 5 g.-mol. HjSOi (38 per cent) the solubility 
has reached an amount ten times, and with a con- 
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Centration of 15 g.-mol. (83 per cent) one hundred 
times, as great as that in 14 per cent acid. 

From this it is very apparent how greatly the 
sulphatization is influenced by the acid density, 
and how detrimental it is to allow a discharged 
accumulator to stand for a longer time in an acid 
which is too strong or too weak. 
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The internal resistance ' of the accumulator, 
thanks to the good conductivity of sulphuric acid, 
is extremely small, even in the smallest forms used 
(accumulators for measuring purposes), amounting 
to only several hundredths ohm, and falling to a 
few ten-thousandths ohm in the larger cells. The 
loss of voltage caused hereby is consequently also 
slight and with the permiss ble max mum current 
density amounts to a few hundredths volt, so that 
the loss of energy in the cell due to heating comes 
to only about 2 to 5 per cent of the entire output 
of the accumulator. That is, practically the inter- 
nal resistance is of little importance, especially as it 
seems entirely out of the question to construct 
an accumulator with a markedly smaller resistance. 
In spite of this, the careful investigation of this 
magnitude, and in particular its variation with the 
passing of current, naturally possesses great theo- 
retical interest. 

The least faulty investigations in this direction 



' For methods of 



compare closing chapter 
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L we owe to Haagn,' who studied the internal re- 
f sistance of the accumulator, by means of a method 
I devised by Nemst, in the open condition as well 
las during the withdrawal of different amounts of 
l-current. 

In the first place Haagn tested whether the 
^ strength of current had any influence, at a certain 
' phase of the charging or discharging, upon the 
I internal resistance. For. this purpose a small 
I accumulator (Pollak) of about 2 amp.-hr. capacity 
I was discharged to i . 7 volts and then varying current 
L strengths withdrawn. The results were; 



The resistance is as good as entirely independent 
of the intensity of the current. The same result was 
obtained with a half-discharge of the accumulator, 
the resistance being constantly 0.0187 ohm, i.e., 
about one half as great. These measurements 
show that the resistance increases in the course 
of the discharge. This is still more apparent 
I from Fig. i6, which represents the variation in 

' Inaugural -13issertation, Goettingen, 1897. Zeitschr. f. physi- 
1. Chem. XXIII, Heft. i. iSg;. 
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resistance of the same cell during the discharge with 
0.65 ampere. 

During charging the resistance recedes in the same 
way as it rose during discharge, as a glance at the 
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second curve of Fig. 1 6 shows, which pertains 
to a charging with 0.52 amp. This behavior of the 
resistance during charging and discharging Haagn 
also found with cells of different construction, 
showing that it is typical of the lead accumulator. 
The decrease of the resistance during charging 
and the increase of the same during discharge was 
first discovered by Hallwachs,' and later was also 
observed by Haeberlein ' and Boccali.' The meas- 
urements of Hallwachs, carried out according to 
the method of F. Kohlrausch with alternating 
current and telephone, are contained in Table XVI. 



' Wied. Ann. ai, p. 95. 
'Ibid. 31, p. 402. 1887. 
* Elektrotechn, Zeitschr, 
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Table XVI. 




ChargB. 


DischBiBC 


b.®™ 


i^'hm" 


in^S.'„. 


in Ohmi. 


OS 


0.30 
0,03 


4 

■3 


o.ooS 
0.09 



The changes of the resistance are here considera- 
bly greater than in the case of Haagn's measure- 
ments, which is probably explained by the fact 
that in the older elements employed by Hallwachs ' 
the contact between the active mass and the carrier 
was not as perfect as in the present plate con- 
struction; and besides in the investigations of 
Hallwachs the cell was considerably more strongly 
discharged. 

The measurements of Haeberlein are of a quali- 
tative nature. Boccali obtained the following 
values for the resistance of a large cell during 
charge and discharge, measured in closed circuit 
after a method to be discussed later: 



After 3 hours, . 



I 



..;fi 



Dificharge. 

At beginning 0.0023 £ 

After 1 hour o.ooas " 

" 3 hours 0.0098 " 

4 " 0.0030 '■ 



In a general way these measurements agree with 
the results of Hallwachs and Haagn. Boccali 
.finds, however, that at the close of the charging 
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with the beginning of the evolution of gas the re- 
sistance, which fell at first, rises again. Haagn 
observed no such rise in the resistance ; the same 
is very plausible, however, since an increase in 
resistance is usually observed on electrodes evolving 
gases; probably the overcharging was not suffi- 
ciently prolonged in Haagn's investigations. 

The cause for the decrease of the internal re- 
sistance with the charge and the increase with 
the discharge is evidently chiefly to be looked for 
in that during the discharge of the cell the con- 
ducting lead and peroxide particles become more 
and more densely covered with a layer of non- 
conducting lead sulphate. In addition to this, 
the sinking of the acid density during discharge 
brings about a gradual rising of the resistance ; 
the variations of the acid concentration appearing 
at the electrodes affects the resistance in the same 
direction. 

That, however, the variations in concentration 
at the electrodes have only a slight influence on 
the resistance of the cell is demonstrated by a 
comparison of the variation of resistance with slow 
and rapid discharge, which was carried out by 
Haagn and is contained in the accompanying figures: 

Rapid Discharee Slow Dl^cliarge 

(0.6s Amp.). (o.)7 Amp.). 

0.0177 °'^™ 0.0165 ohta 
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The resistance values given in both columns 
pertain to the same number of ampere-hours with- 
drawn. In the case of the slow discharge the 
resistances are, in consequence of the slight de- 
crease in the concentration of the acid at the elec- 
trodes, a little smaller all the way through than 
' with the rapid discharge. 

There still remains to be discussed the question 
as to how the variations in resistance distribute 
themselves between the two electrodes. Haagn 
likewise made measurements pertaining to this. 
He discharged the individual electrodes against 
amalgamated zinc plates and at the same time 
determined the resistance of the combination. 
The values given show clearly that the measure- 
ments are greatly influenced by resistance varia- 
tions at the zinc electrode and therefore do not 
permit of any certain conclusion as to the indi- 
vidual electrodes; I therefore refrain from giving 
them here. It remains as a promising problem 
to investigate the resistance variation of the indi- 
vidual electrodes during the passing of current 
against a third electrode without current 
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(a) General. — By capacity of an electric accu- 
mulator we understand the amount of current 
(expressed, let us say, in ampere-hours) which 
can be taken from the same until we reach com- 
plete exhaustion. When discharging with very 
weak current it is evidently determined, accord- 
ing to Faraday's law, by the weight of the active 
mass, in that 3.86 g. lead sponge and 4.45 g. lead 
peroxide upon conversion into sulphate can give 
an amount of current equal to i amp.-hr. This 
ideal capacity is, however, never attained in actual 
practice, because during discharge with stronger 
currents the voltage of the cell, in consequence of 
the disappearance of acid from the electrolyte 
(compare Chapter VIII), goes down to zero, while 
there is a large excess of active mass left. 

Therefore with the customary current densities 
of discharge only a small fraction of the active 
mass is utilized in the production of current. In 
addition it is impossible in practice completely to 
discharge the accumulator, since the current must 
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be sent into the external circuit with constant 
voltage, and entire discharge would also be very 
detrimental to the cell. One is compelled, there- 
fore, to interrupt the discharge at the point of 
the beginning of the rapid falling off of the voltage 
(see Fig. 7), and it has been agreed to define the 
capacity of a storage battery, in the technical sense, 
as that quantity of electricity (expressed in ampere- 
houre) which the same can deliver until its pole- 
potential has decreased by one tenth of the original 
value— say, for instance, from 2 to 1.80 volts, or 
from 1.96 to 1.77 volts. 

The circumstance that it is possible to utilize 
only a fraction of the active mass for the produc- 
tion of current is caused, as foUows from the dis- 
cussions of Chapters VIII and IX, by the fact 
that in dischai^ing with stronger currents the 
acid is unable to penetrate rapidly enough into the 
active mass. That we have to deal here essentially 
with an acid shortage is cleverly demonstrated 
by the following experiment devised by Liebenow.' 

Liebenow soldered a negative accumulator-plate 
P (grid-plate), so as hermetically to close a window- 
like opening in the side of a leaden box K (Fig. 17). 
In this box he suspended a peroxide plate P', 
placed the whole into a second, larger vessel, 
and filled both with acid to the same level. Now 
the plate was discharged with a constant current 
of 8 amp. and its capacity determined by measuring 
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the potential difference against zinc. The capacity 
found was 14.4 amp.-hr. 
After renewed charging, 
the level of acid in the 
box K was kept consider- 
ably higher during the 
second discharge, so that 
acid was continually pressed 
through the plate. The 
capacity now was 41,6 
amp.-hr., i.e., almost three 
times as great. 

The phenomenon of re- 
covery considered in Chap. ■""' ''' 
X shows plainly that the small capacity is brought 
about by a shortage of acid in the electrode 
mass. This same circumstance also causes the 
capacity to diminish greatly with the intensity 
of the discharge current, along with its great sus- 
ceptibility to acid density, electrode thickness, 
and temperature. As was pointed out on p. 124, 
the changes in concentration are considerably 
greater at the peroxide than at the lead-sponge 
electrode (a 1.6 times greater reduction at the 
former than at the latte ). From this it follows 
that the capacity of the peroxide plate must be 
less than that of the sponge plate made of an ex- 
actly similar paste, as can be seen from the dis- 
chai^e curves Fig. 11 (p, 127). We shall next 
consider, somewhat more in detail, these variatons 
of the capacity and their causes. 
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^H {b) Influence of Strength of Discharge Current.— 
^^M The decided diminution of the capacity of a storage 
^H cell with increasing intensity of the discharge 
^^m current is shown by the continuous curve of Fig. 18, 

^^1 AatD^^e. 
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in which the current-strengths in amperes are 
plotted as abscissse and the corresponding capaci- 
ties in ampere-hours as ordinates. A raising of 
the intensity of discharge from 4 to 40 amp, re- 
duces the capacity by one half. 

Various empirical formulse have been proposed 
for a rapid, approximate calculation of the capacity 
for a definite taxation, which give with a greater 
or less degree of accuracy the course of the capacity 
curve and are of importance to the practical calcu- 1 


' Taken from the measurements of C. Liebenow, Zeitschr 
^— (. Elektroehem- IV, p, 61. 1897- 
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lation of the serviceability of storage cells. Schroe- 
der ' found that the capacities of the accumu- 
lators of the Hagen factory are approximately 
given for rapid discharge by the equation 



K-</P=m, 



(52) 



in which K stands for capacity, / for current-strength 
of discharge, and m a constant characteristic of 
the particular cell. 

This equation has the advantage over the follow- 
ing ones in that it contains only one constant, and 
therefore it is only necessary to make one capacity 
test in order to be able to draw the curve. It is, 
however, applicable to only a limited interval for 
/, which it is true is seldom exceeded in actual 
practice, so that the usefulness of the equation is 
hereby little affected. For weaker discharge cur- 
rents, however, it gives altogether erroneous re- 
sults in that as the values of / converge toward 
zero it gives infinite capacities. Liebenow ^ has 
therefore, in the case of slow discharge, replaced 
Schroeder's equation by the following: 



K 



M 
' 1 + al' 



(53) 



in which K and / are the same as before and M 
and a are constants. This equation is especially 
applicable to weak currents; one is compelled, 

1894, p. 587. 
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however, to make two capacity measurements 
with different strengths of current in order to 
determine the two constants. 

Combining equation (53), holding for weak dis- 
charges, and {52), for strong discharges, we get, 
as Liebenow ' has shown, an equation applicable 
to a much wider range : 



1 + 



(" 



■ in which A', a, and n are constants. Liebenow 
»found that w is always equal to very nearly 0.5, 
■■80 that only the constants A' and a remain to 
I be determined for each individual accumulator. 
I Therefore 

>^'^ (S4) 

In Table XVII a comparison is given between 
I the values of K as obtained by means of this equa- 
Ition and the measured capacities, A' = 104.326 and 
1=1.478 being the values of the constants used. 

In view of the uncertainty to which capacity 
I measurements are subject, the agreement be- 
Itween the measured and calculated values is ex- 
I tremely satisfactory. It is true that upon doubling 
Kthe intensity, for instance, greater discrepancies 
■appear. 

' ZeitBchr, i- Elektrochem, IV, 1897. p. 5S. 
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Table XVIL 



Duration of 

Discharge, 

t 

Hours. 


Discharge 
Current, 

i 
Amperes. 


Capacity, 

/v. 


Difference. 


Observed. 


Calculated. 




I 
2 

-3 

h 

ID 
20 


42.5 

253 
18.5 
12.4 

9.1 
7.2 
4.0 


42.5 
50.5 

55-5 
62 

68 

72 

80 


42.2 

56.2 
62.8 
68.2 
71.2 

79. 5 


+ 0.3 
+ 0.^ 
-0.7 
-0.8 
— 0.2 
+ 0.8 

+ 0.5 



Recently Peukert * also carried out extensive 
investigations upon the relation of the capacity 
to the time of discharge. The following values 
were obtained with a'Correns battery: 



Discharge 
Current in 
Amperes. 

10 

15 
18 

20 

27.2 



Duration of 
of Discharge 
in Hours. 

19.8 

9.75 
8.5 
6.5 
4.41 



30 3.67 

These figures satisfy the equation 

IH = const. . . 



Capacity in 
Ampere- 
hours. 

198 
146 

153 
130 

120 

IIO 



KSS' 



when we place ^ = 1.47. 

For a number of other accumulator systems the 
following values for n were obtained : 



* Elektrotechn. Zeitschr. 1897, P- 287. 
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System. Type. 

Ace,. Fabr. -A. -G. (Tudor) ... E 

... ES 

Pollak S K 

'■ R 

Correns H 

" Q 

G. Hagen A 

B 

De Khotinsky N 

X 

Gülcher A 

C &E 

By means of these constants and equation (55) 
we get durations of discharge which agree well 
with the measured values. 

If we introduce the capacity K=It in place of 
(, the duration of discharge, we obtain for the 
capacity K", and the current-strength /j the value 



K,=Ki 



when K is the capacity for the current /. 

For the particular case in which n has the value 
1.66 this equation becomes identical with the one 
given by Schroeder (equation 52). Later Loppe' 
carefully tested Peukert's equation on a great 
number of types, resulting in a good confirmation. 

Equations (52), (53), (54), and (55) apply only for 
discharge with constant current, a condition seldom 



'Assoc, des Ing^nieurs-Electr. H. 
Zeitschr. iSgS. p. 146. 
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fulfilled in the practical use of an accumulator. 
Farther on we will meet with an equation which 
also permits the calculation of the capacity with 
variable taxation, but before taking that up we 
shall attempt to account theoretically for the course 
of the capacity curve. 

For this purpose we shall follow more closely the 
changes within the active mass. The substance 
of the plates consists of solid conducting material, 
permeated with fine pores. As soon as the dis- 
charge current is closed, the active mass begins 
to withdraw acid from the electrolyte for the 
formation of sulphate. The concentration within 
the pores therefore falls oü rapidly and continues 
until the difference in concentration with respect to 
the outer acid has become so great that the equaliza- 
tion of concentration by diffusion just counter- 
balances the consumption of acid. That is, the 
quantity of acid diffusing inward per unit of time 
must at every moment be equal to the quantity 
consumed by the current. 

From this point of view it is easy, with the aid 
of the diffusion law of Fick, to develop a relation 
between capacity and strength of current, which 
at least holds approximately for small intensities. 

Let c^ stand for the concentration of the outer 
acid, Ci for the variable concentration within the 
pores; then for small differences we can set the 
quantity of acid diffusing ' as 

approximately proportio: 
difference (Ca—Cf). In a 
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tional to the diffusion coefficient D, the cross- 
section of the pore q, and inversely proportional 
to the kngth of the pore /. We get as the ex- 
pression for 5 the amount of acid diffusing into 
the pore in one second, 

The amount of acid S' consumed by the current 
per second is proportional to the current strength 
I I, i-e-. 
I 5' = const. I. 

Since for the stationary condition 5 must equal 
S', it follows that 

Const. /- •"■'"■^■-'f . . . (56) 



Upon closing the current electrolysis begins in 
the outer layers of the active mass and penetrates 
into the interior, proportional to the amount of 
current withdrawn. The depth of the pores coming 
into question is therefore to be taken proportional 
to the qiiantity of current (//) withdrawn : 

/ = const. I -t. 

In addition, during the course of discharge, the 
cross-section q of the pores diminishes considerably, 
in that in place of the lead peroxide and sponge 
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more and more lead sulphate appears, which 
occupies a considerably greater volume (see Table 
XIV, p. 103). This change also takes place pro- 
portional to /(. If the cross-section at the begin- 
ning of discharge is q„ , then at the end of the time 
t it has decreased 



q=qa -const. / -t. 

At the end of discharge the E.M.F. has decreased 
a definite amount, about 0.20 volt, and the con- 
centration difference (Ca — Ci), which can easily 
be calculated, has reached a definite value, the 
same for all capacity measurements. Here it 
suffices to know that (c„ — c,) has the same constant 
value at the end of discharge for all measurements. 
Substituting this result and the above values of q 
and / in equation (56), we obtain 

Pt + Alt^B, 

in which A and B are constants. Now the capacity 
is 



and we obtain for the capacity at the current- 
strength I the equation 



k 
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This equation is identical with equation {53), 
empirically derived from the measurements by 
Liebenow. 

In Fig. rS the dotted curve gives the capacities 
as calculated by this equation when the values 
A = 28.9 and ^ = 2632 are used. The calculated 
curve fits very well to the measured one in the case 
of the smaller intensities. With greater curiKnt- 
strengths very marked deviations appear, which 
are probably due to Pick's diffusion law being 
applicable to electrolytes only when the concen- 
tration differences are small, and this condition 
is no longer fulfilled when discharging with stronger 
currents. 

As previously mentioned, above discussions and 
equations pertain to discharge with constant cur- 
rent, a condition seldom fulfilled in the technical 
application of an accumulator. The theoretical 
treatment in the case of discharge with variable 
current strength has been successfully taken up 
by Liebenow. 

The amount of current Ki which can still be 
taken from an accumulator, after the same has 
been discharged for some time with the current *, 
can be expressed by the equation 

K, = K„^^- f'idt- r dk., . . (57) 

in which A'n.ax. is the maximum capacity which 
could be obtained by discharge with a very weak 

current. The member / idt represents the amount 



J 
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: current already withdrawn at the time (. The 
summation / dki may be termed the latent con- 
tents of the accumulator. The same accounts 
for the circumstance that one cannot get the maxi- 
mum capacity when discharging with stronger cur- 
rents; it is not liberated until the cell has had 
time to recuperate. The same disappears upon 
discharging with very weak current. The small 
latent content dkt is dependent upon the time di 
during which the current i has acted ; it is a fimction 
<f>{i) (unknown for the present) of the current 
strength, and thirdly, a function /(r) of the time 
which has elapsed since the beginning of the dis- 
charge. We can therefore write 



dk = i>{i) ■fiz)dt. 



from which follows 



K,-K„,,-£[i + <Ki)K^Vt- 



time 
i dis- 

(58) 



For the determination of <^{i) and /(r) we can 
use the above empirical relations (equation 54} 
for dischai^e with constant current strength. 
Upon complete dischai^e with constant ;, Ki = o, 
i, and 0(i) are constant, and for r we must intro- 
duce i; equation (58) then takes the form 



o=K^^^-it- 



•■'X 



/{')*. 
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or 



^ _^ <t>(i) I 



nf>^' 



Written in this form this equation is entirely 
similar to the empirically found equation (54). 
A comparison with the latter at once gives 



mif: nm-a-^-'. 



Putting ^-T— = c, we get 



fjiOdt^^f^-K 



Differentiation gives 



/(0=f,^— . 



or, $ince t was exchanged with r, 

a 



f(r) = 



2C 



V7' 



Substituting the values of <l>(i) and /(t) finally 
gives the expression 



K,=K^^-f[i+^^idt. . . 



(59) 
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whose constants are to be obtained by means of 
equation (54} from discharge tests with constant 
current. For the case that i as a function of t 
is known, the integration can be carried out; in 
practice this is, however, seldom true, and we 
have to spUt up the discharge into a larger number 
of separate discharges and calculate each separately. 

If we wish to use the equation to determine the 
size of the element for a given taxation, we must 
first determine the constants i^mai. and a for i sq. 
dm. of surface of the kind of plate to be employed. 
For the desired surface, then, of, say, n sq. dm. 
we must introduce into the calculation Ä'^ax. " 
times greater and an times smaller. 

If the values of the constants are referred to 
I sq. dm. if'niii. and a', then we have for the entire 
element, since with complete discharge Ki=o, 



:> = nK'^, 



- f'idt-— f'-^t. . (60) 
Jo 2nJo Vt 



If we now calculate from the given taxation 
the values of 



f'idt^B and - r~^: 

Jo 2 Jo V r 



and introduce these into the equation 



I 
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which follows directly £rom equation (60) {/C „,, 

we get the number of square decimeters of plate 

surface which the element must have for the given 

taxation. 

(c) Influence of Thickness of Plate. — It follows 
directly from the discussion in the previous section 
that the thickness of the active layer must also 
be of great influence upon the capacity. If the 
active substance is distributed in a thin layer with 
large surface, the acid can more easily penetrate 
into the plate than when the active material is 
in the form of a thick plate with a small surface. 
Therefore elements with thin plates have a con- 
siderably greater capacity than such of like weight 
but thick electrodes. 

Liebenow found that the influence of the thick- 
ness of plate is approximately expressed by the 
equation 

J. ^■^' 

'^'i + a'I-d- 

in which M' and a' are constants, I is the current- 
strength, and d the thickness of plate. Just as 
equation (53), this one can also be derived from 
the difEusion process in the electrode substance. 

Unfortunately, very thin plates, as a result of the 
deeper penetration of the action of the current, are 
short lived, so that they cannot be employed in 
practice. 

(d) Influence of the Acid Density. — The influence 
of the acid density upon the capacity of a storage 
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battery was first investigated in detail by Heim.' 
A Tudor accumulator and a storage-battery of 
the Electrical Power Storage Company (Julien, 
Huber) were successively filled with acids of varying 
density, charged and discharged a number of times, 
and then subjected to a capacity measurement. 
The results of the investigation are contained in 
Fig, 19. The acid densities given are measured 
after discharge. The capacity rises rapidly with 
increasing acid concentration, reaches a maximum 
at a density of i.i (16 per cent), and again fails 
off strongly at greater density 
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Recently Earle ' carried out measurements upon 
the influence of acid concentration upon capacity, 

' Elektrotechn, Zdtschi-, X, H. 4. 1889. 

' Zeitschr. f. Elektrochem, 11, p. 539. rSgs-gö. 
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using plates 6 mm. and lo mm. thick. The ob 
served capacities are given in Fig. 20. 
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The capacity maximum is also very marked in 
these measurements, lying, however, at a density 
of from 1.22 to 1.27 (30 to 34 per cent), i.e., notice- 
ably higher than in Heim's measurements. This 
displacement of the maximum is probably due 
to the fact that Earle allowed the discharge to 
follow immediately upon the charge, while Heim 
did not make the measurements until the accu- 
mulator had stood charged for from 15 to 18 hours. 
However, with an acid of over 20 per cent HiSO,, 
according to the observations of Heim, the amount 
of the discharge falls off noticeably with the time 
, between the end of the charge and the beginning u 
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of the discharge, as a result of sulphatization (see 
Chapter X). This falling off is greater the more 
concentrated the acid. Schenek also found that 
the capacity of his storage-battery was greatest 
when the acid had a density from 1.22 to 1.25. 

The question arises, how the behavior of the 
capacity with the variation of the acid density, 
as pictured in Figs. 19 and 20, is theoretically to 
be explained. According to the discussions in 
Chapter VIII one would expect the capacity to rise 
continuously with increasing acid density. It is 
to be assumed, from the first, that with higher , 
concentrations (above 40 per cent) the increased 
self -discharge, and especially the sulphatization, will 
be a hindrance to the increase in capacity, but 
still this influence is not sufficient by far to ex- 
plain the decided falling off of the curves above 
the density 1.22. The capacity maximum may 
more likely come about in the following manner: 

At the beginning of discharge the lines of cur- 
rent first enter principally the outer layers of 
the active mass, where they find the least resist- 
ance. In the same measure as the concentra- 
tion polarization develops at the outer layers, the 
current lines penetrate deeper and deeper into the 
electrode, and in such density that everywhere in 
the pores the loss of potential (I-R) is equal to the 
polarization prevailing in the outer layers. This 
condition must necessarily be fulfilled, since the 
active mass (lead as well as lead peroxide) is a 
first-class conductor, and therefore must have the 
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same potential within the pores as without. If the 
polarization at the outer layers has reached the value 
of 0.2 volt, the potential of the accumulator has 
fallen at the same time by 0.2 volt and the dischai^e 
is interrupted, At this moment the lines of current 
have penetrated so far into the active mass that 
the loss of potential in the pores, that means the 
product of current strength and pore resistance 
(I-R), has likewise reached the value of 0.2 volt. 
Now the resistance of the pores is determined by 
the conductivity of the sulphuric acid filling them; 
the product I-R herewith will reach the value 
0.3 later, giving a greater capacity the better con- 
ducting the acid is which fills the pores. 

As is well known, the conductivity of sulphuric 
acid at first increases with concentration, attains 
a maximum at 30 per cent HjSO, (density 1.224), 
and then decreases again. According to the above 
discussion- then, the capacity must reach a maxi- 
mum at a density of 1.224, as the above measure- 
ments splendidly confirm. 

[e) Influence of Temperature. — The discussions 
in the section just preceding show clearly that the 
conductivity of the electrolyte determines the 
capacity of a storage battery; from which it follows 
directly that the temperature must also have great 
influence, because the conductivity is in a high de- 
gree dependent upon the same. According to the 
measurements of F. Kohlrausch, the conductivity 
of 20 per cent acid increases by about 1.5 per cent 
per degree rise in temperature. 
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Consequently the capacity must likewise increase 
very greatly with rising temperature, inasmuch 
as diffusion is also greatly accelerated at the same 
time. Fig. 21 gives discharge curves of a cell at 
15 and 37 degrees.' 
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^^ The cell was discharged into a constant resistance, 
so that the given current-strengths are approxi- 
mately proportional to the pole-potential of the 
cell. Raising the temperature 22° increases the 
capacity by about 50 per cent; so the influence of 
temperature is in fact exceedingly great. The 
raising of the E.M.F. due to increase in temperature 
is, in the case of the density of acid usually em- 
ployed, so small that its influence on the capacity 
is negligible. 

' Taken from the measurements of Gladstone & Hibbert. 
Elektrotecbn. Zeitschr. 1S92, p. 43^- 



I DEGREE OF EFFICIENCY AND WORKING 
EFFICIENCY. 

In the preceding chapter we considered the 
capacity of a storage battery with varying current 
taxation and external conditions, and the question 
as to the ratio of the amount of current and elec- 
trical work during discharge to the quantity of 
current or work required to charge, i.e., how high is 
the efficiency, still remains to be answered. 

Here it is necessary to distinguish between 
efficiency as to quantity of electricity and efficiency 
as to electrical work. The first is usually termed 
degree of efficiency ("Wirkungsgrad"), and is ex- 
pressed by the quotient of the quantity of current, 
measured in ampere-hours, obtained during dis- 
charge, to the quantity of current passed in during 
charging. Indicating the degree of efficiency by 
G, the charge and discharge current-strength by 
/( and /, respectively, the time of charge and 
discharge by (j and (, respectively, then 
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or, in case of the current varying with the time, 



f'i.ßt 

Jo 
J n 



G is always less than i , but in practice, with any- 
thing Uke reasonable charging, a degree of efficiency 
of from 0.94 to 0.96 is obtained. The slight losses 
of current, amounting to from 4 to 6 per cent, come 
from self-discharge, and especially from the gas 
evolution, which is difficult entirely to avoid when 
charging with stronger currents. 

The degree of efficiency decreases only slightly 
with increasing acid density and strength of cur- 
rent, and not until we reach a very high current 
density is a noticeable fraction of the current con- 
sumed for gas formation. The extent of the same 
is essentially determined by the purity of the 
materials used in the construction of the accu- 
mulator ; by using acid contaminated with platinum 
salts the degree of efficiency can go down to 0.3 
and less. 

Of considerable greater importance in practice 
than the degree of efficiency is the working effi- 
ciency (" Nutzeffekt"), as it may be termed, which 
represents the ratio of the work gained in the outer 
circuit, to the electrical work required between 
the poles of the storage battery in charging it. 
Retaining the same symbols for current-strength 
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[ and time as above, and indicating the pole-potential 
I of charge and discharge by Kt and K,, we get as 
j the expression for the working efficiency 



A- 



Jdt 



f'kihdt 

I or if charge and discharge is carried out with co5" 
I stant and equal intensity, then 



A'' 

Jo 



I 



K4t 



The values of these integrals are represented by 
the surface, which charge and discharge curve 
enclose with the axis of abscissa and ordinate 
(see Fig. 7, p. 108) ; the ratio of these surfaces repre- 
sents the working efficiency, and the difference of 
the same, i.e., the portion of the surface included 
between the two curves, the loss of energy which 
accompanies the storage in the accumulator. 

The working efficiency is 0.75-0.85 (75-85 per 
cent), even though we recover during discharge, 
as we just saw, almost the entire amount of current 
put in during charging. That is, the enei^ loss 
is almost entirely caused by the difference between 
the charge and discharge potential, or in other 
words by the concentration polarization produced 
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at the electrodes. The loss of voltage as a result 
of the internal resistance is, thanks to the smallness 
of the latter (see Chap. XI), exceedingly slight, 
seldom amounting to more than 3 per cent with 
the usual acid and current density. 

The heat which appears in the cell as a result of 
the loss of work is not produced according to 
Joule's law, but is heat of dilution, resulting from 
the continual equalization of the acid layers of 
different concentration. 

The mixing of the acid of different concentra- 
tions comes about chief!y through diffusion, partly 
also through convection, and in small part, especially 
after interrupting the current, through concentra- 
tion currents of the kind described on p. 82. In 
order to get a conception of the influence which 
current strength and acid density have upon the 
loss of energy, we shall leave out diffusion and con- 
vection and consider the equalization of concen- 
tration as essentially brought about by local con- 
centration currents. Then the amount of work 
consumed by the accxmiulator current in producing 
and keeping up the concentration difference must 
be equal to the work which it is possible to gain 
in maximum through the equalization by local 
currents. 

The energy loss e in the accumulator is there- 
fore to be taken equal to the quantity of heat 
produced by the concentration currents; herewith 
at once 

e = Prt volt-coulombs. 
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where i represents the sum of the current strengths, 
r the sum of the resistances, and t the time in 
seconds of all the concentration currents in the 
plates. The resistance r is made up of the resistance 
of the substance of the plates and the acid con 
tained in the pores. Since the former is so small 
as to be negligible compared with the latter, we 
can write 



where y is the resistance capacity of the pores of 
the plates and k the mean conductivity of the acid 
in the substance of the electrodes ; that is, 

£ == j-T" volt-coulombs. 



Now with an accumulator current of constant 
strength the E.M.F. is also constant, and there- 
fore the concentration difference in the plates must 
have a constant value; that means that through 
the local concentration currents the acid is replaced 
or carried away just as rapidly as it is consumed 
or formed by the accumulator current. Since 
the rate of equalization of the concentration differ- 
ence is proportional to i, but the rate of formation 
is proportional to the strength of the accumulator 
current /, and for a stationary condition the former 
must be equal to the latter, it follows that i' is 
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proportional to /'. If C represents the propor- 
tionality factor, then the enei^y loss becomes 

k e^C^Pt volt-coulombs. 

This equation expresses the dependency of the 
energy loss upon the mechanical structure (porosity) 
of the plates (through j-), the conductivity of the 
acid within the plates, the current-strength, and 
the time. 

Since the acid within the plates is more concen- 
trated during charging and less concentrated during 
discharging than that without, we obtain a mini- 
mum for £ during charging by employing acid 
somewhat more dilute than that of maximum 
conductivity, while during discharge we obtain 
the same by using acid more concentrated. There- 
fore with approximately equal charge and discharge 
current-strength the accumulator operates with 
maximum working efficiency when the same is 
filled with acid of greatest conductivity i.e., 30.4 
per cent HjSOj, density 1.224. 

That is, the conductivity of the electrolyte is 
the determining factor for the working efhciency 
as well as the capacity. In fact the investigations 
of Heim show that the maximtun working efficiency 
very nearly coincides with that of the capacity, 
as can be seen from the working efficiency curve 
of Fig. 19, p. 169. It is true the maximum lies 
at 22 per cent acid (measured in charged condition), 
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but this displacement of the maximum 
probably due to the longer interval between charge 
and discharge (see p. 170). According to the 
measurements of Earle as well as the investigations 
of Schenek the maximum working efficiency seems 
to lie quite accurately at 30 per cent acid {see Fig. 
20). 

This fact, that the conductivity of the acid is of 
such great influence upon the working capacity, 
also follows directly from the discussions on p. 171. 
It was there concluded that the lines of current 
can penetrate deeper in proportion to the con- 
ductivity of the acid. 

Therefore when using acid of greatest conduc- 
tivity the lines of current can spread themselves 
upon the maximum of surface, whereby the polari- 
zation becomes a minimum. The rapid rise of the 
working efficiency with the temperature and the 
falling off of the same upon the addition to the 
acid of poorly conducting substances, such as 
gelatinous silicic acid and the like, very easily 
find their explanation in the increase or decrease 
of the conductivity k. 

For example, measurements made upon different 
types of accumulators showed that the conduc- 
tivity of the accumulator acid is cut down to about 
one half by gelatinizing with silicic acid. According 
to our equation, then, the loss of energy in an accu- 
mulator with gelatinized acid ought to be twice as 
great as in one having pure acid. Measurements 
of Schoop, in his work entitled " Die Secondaerele- 
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mente," give as the difference between the chaining 
and discharging work of an Oerlikon accumulator 
51.04 watt-hours when using gelatinized acid, i.e., 
just about twice as great. Computing /-(, we 
get 4134 in the former case and 4017 in the latter. 
According to the above eqimtion, then, the energy 
loss of the accumulator with gelatinized acid must 
be 2 ■ JJ^J =1-95 times greater than with pure acid, 
whereas the measurement gave 1.98. 

In order to get an exact expression for the rela- 
tion between energy loss and strength of the accu- 
mulator current, it would be necessary to introduce 
into the computation the shrinkage of the pores 
of the plates during passage of the current, similar 
to the method for getting the influence of current- 
strength upon capacity (p. 161). At present 
sufficiently accurate measurements are wanting 
in order to be able to test such an equation, so 
we refrain from deriving the same. 

As a rough approximation for the purpose of a 

check calculation we can consider r- as independent 
of I and write the loss of work 



e = CPi(C =const.). 

r If we chose the constant C so as to include that 
loss of energy, likewise proportional to Pt, due 
to Joule's heat, then the above equation gives the 
entire loss occurring in the accumulator, with the 
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exception of the very slight loss caused by self- 
discharge and gas evolution. 

We can then with fair approximation consider 
the loss of work as proportional to the square of the 
current- s tre ngth ; that is, it behaves as though 
caused by a large internal resistance. A test of 
this relation is contained in Table XVIII; the 
same gives measurements upon a Tudor and a 
Correns battery. The former were carried out by 
Bemer, Conz, Peukcrt, and Voller, and the latter 
by Germershausen, Heim, W. Kohlrausch, and 
Seifert. Column 5 contains the values of C de- 
rived from the energy loss by means of the above 
equation. In the computation three measurements 
succeeding each other, in which / did not vary too 
much, were used. In the case of both batteries 
the values of C are as constant as can possibly be 
expected of that kind of a technical measurement, 
in spite of / ' varying by as much as four times. 
The greater deviation of the second value of the 
Correns battery is undoubtedly to be attributed to 
some disturbance during the measurement, as the 
abnormally high working efficiency of 91 per cent 
also goes to show. 

In order to give some idea as to how far such a 
constant permits the determination of the variation 
of the working efficiency with the strength of 
current, there are given in the last column of Table 
XVIII the working efficiencies for dischai^e, 
calculated from the mean values of C (for Tudor 
battery 0.0017, ^^J" Correns battery 0.00085) ^"*i 
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the work of charging, and alongside of these those 
measured. 

Tablb XVIII. 
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It is worth calling special attention to that it is 
the good metallic conducting property of lead 
sponge and peroxide that makes it possible for 
the lines of current to spread over a very large 
surface and therefore permits the taking of strong 
currents from the accumulator. ' In fact only 
such of the galvanic elements with solid, difficultly 
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soluble depolarizers can be used with strong a!^ 
rents, in which these depoLirizers are metallic con- 
ducting bodies. For that reason the Cupron and 
Le Clanch^ elements, constructed respectively with 
conducting copper oxide and manganese dioxide, 
can be taxed with a much higher current density 
without polarizing than those elements (Clark 
calomel element) constructed with non-conducting 
mercury salts, even though mercurous sulphate 
and mercurous chloride are probably consider- 
ably more soluble than manganese dioxide and 
copper oxide. Hence in the construction of every 
technically serviceable element which contains 
solid, difficultly soluble active substances, it is 
essential that these substances possess metallic 
conductivity. 




CHANGES IN THE CELL DURING 
FORMATION. 

The behavior of the accumulator during charging 
and discharging, described in Chapter VIII, per- 
tained to the same in condition for service. There 
are therefore still remaining to be treated the 
changes in the cell during formation. Here we 
must distinguish between the so-called Planta 
formation, in which the active mass is formed 
out of the lead carrier itself, and the formation after 
Faure, in which lead sponge and peroxide are 
formed from lead compounds placed upon the lead 
carriers. We shall first consider the latter mode of 
formation. 

(a) Formation of Faure Accumulators. — As is 
well known, Faure plates are made by mixing lead 
oxide to a paste with dilute sulphuric acid (or 
possibly with solutions of sodium bisulphate or 
magnesium sulphate) and placing it upon leaden 
grids or corrugated leaden plates. In the course 
of several hours the sulphuric acid unites with the 
lead oxide to basic sulphate, whereby the mass 
IBS 
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hardens (sets). The hardened paste consists then 
of a mixture of basic and neutral lead sulphate 
and unchanged lead oxide. 

If, in place of litharge, red lead or a mixture 
of the two oxides was used, the paste contains 
lead peroxide in addition, which was formed accord- 
' ing to the equation 

PbA + aHjSO, = PbO,+ 2 PbSO^ + 2H,0. 

In case of employing glycerine sulphuric acid, 
lead glycerate would also be found in the paste. 

For the purpose of changing the lead sulphate 
into peroxide and lead sponge, the plates are intro- 
duced into a bath of dilute acid or a solution of 
acid sodium sulphate, bitter salts, or the like, and 
subjected to the action of the current. 

We now want to try to find the most favorable 
conditions for this conversion, and, in particular, 
first for the lead-sponge electrode. Here we are 
concerned with separating the lead ions from the 
solution of sulphate which the paste gives. Ex- 
perience has shown that the electrolytic reduc- 
tion with stronger currents gives a large quantity 
of free hydrogen, i.e., a part of the current is 
employed without purpose for water electrolysis. 

This fact is explained as follows : At the beginning 
of the electrolysis we have a saturated lead sul- 
phate solution in close proximity to the conducting 
leaden carrier where the electrolysis talces plara. 
As a result of the great over-voltage to which the 
evolution of hydrogen on lead is subject (see p. 17), 
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i at first have only a separation of lead and no 
hydrogen. 

The potential prevailing at the electrode accord- 
ing to the osmotic theory is given by the expression 

Cp- 49) 



[K]' 



in which Cp is the solution pressure of lead sponge 

ffir lead ions and [Pb J the concentration of the lead 
ions in the sulphate solution. Electrolyzing with 
stronger currents, the lead ions in the vicinity of 
the conductor are electrolyzed out more rapidly 
than they can be replaced by diffusion from the 
sulphate mass, because the coarse-grained sulphate 
of the paste only slowly dissolves. The result is 
that the concentration of the lead ions decreases, 
and therefore the potential e^, according to the above 
equation, increases. This increasing of the cathodic 
potential will continue until e^ has attained the 
value which is necessary for the separation of 
hydrogen on a lead surface.' From this moment 
on, along with lead ions, hydrogen ions will be 
liberated, and in addition to the above equation 
we have 



-RTU; 



[ft]' 



' According to page : 
J hydrogen electrode is 



S this potential measured against 
^'|ual to 0.64 volt. 
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* in which Ch is the solution pressure of hydrogen oa 
a lead surface,' on which hydrogen is being evolved, 

L and LHJ the concentration of the hydrogen ions 

I in the electrolyte. 

Of course in case both lead and hydrogen are 
liberated e^ = e'p. If we wish to effect that along 
with lead only a minimum of hydrogen is set free, 
we must see to it that s'p is greater than Cp, i.e., 

we must seek to make the value of LhJ as small 

and the value of [Pb J as great as possible. The 

first condition is easily fulfilled, by using as elec- 
trolyte, instead of dilute sulphuric acid, the solution 
of a neutral sulphate which contains very few 
+ 

H ions. As a matter of fact, experience has long 
since demonstrated that the formation proceeds more 
rapidly in neutral solution than in dilute acid. 
Suitable electrolytes are solutions of sulphates of 
sodixun, potassium, magnesium, aluminium, and the 
like. The use of alkali sulphates is, however, less 
suitable, since electrolysis forms free alkali at the 
cathode, which converts the sulphate into hydrox- 
ide, which hydroxide in turn partly dissolves and 
so loosens up the paste. The employment of solu- 
tions of magnesitmi sulphate (bitter salt) or alu- 
minium -sulphate, whose electrolysis gives gelati- 
nous hydroxides at the cathode, which are entirely 

' This is in consequence of the retardation of the hydrogen 
1 evolution on a leaden surface (excess voltage 17) ccmsider- 
Lfbly greater than on a platinum surface. 
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harmless and neutralize the acid set free during 
formation, is much more satisfactory. The theory- 
gives directly, as the most favorable electrolyte 
solutions, those which have long been recognized in 
actual practice as best serving the purpose. 

The second possibility in the direction of acceler- 
ating the formation, that of increasing the concen- 
tration of the l_PbJ ions, cannot be realized in the 
presence of sulphates (sO, ions} . The removal 

of Pb ions by the electrolysis can only be counter- 
acted by increasing the solubility of the lead sul- 
phate. This can easily be done by the addition 
of an ion which forms with lead ions a weakly dis- 
sociated salt. 

An ion of this kind is, for example, the ion of 

acetic acid (CHjCO.O). Upon adding sodium 
acetate to a lead sulphate solution, the acetic 

ions continue to add Pb ions, until the undissociated 
lead acetate formed is in dissociation equilibrium 
with the lead ions. 

It is true by such an addition the solution is not 
enriched with lead ions, but rather to a considerable 
extent with lead salt, which constitutes a reservoir 
for lead ions, in that it replaces these by dissociation 
as soon as their concentration is diminished by elec- 
trolysis. Experiment shows that the formation 
is very much hastened by the addition of sodium 
acetate. AH ions of weak acids forming a soluble 
lead salt act in a similar way. Unfortunately 
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there is this hindrance to its application in prac- 
tice, namely, that the last traces of the substance 
added can only be removed with difficulty from the 
finished plate, and incomplete removal easily gives 
rise to etcliing of the lead and other disturbances. 
We shall now turn our attention to the formation 
of the positive electrode. Here we are concerned 
with choosing conditions which are most favor- 
able to the separation of the peroxide ions and 
at the same time keep the liberation of oxygen 
down to a minimum. It is most effective to in- 
crease as much as possible the extremely slight 

concentration of the PbOj ions. According to 
equation (ii), p. 46, the concentration of the per- 
oxide ions is given from that of the lead ions and 
hydrogen ions by 



[pboJ =0 



•[ft]'- 



In order to make the value of ^PbO^J large, we 
must in this case also choose the acid concentration 
small, which means using a neutral solution of 
magnesium or aluminium sulphate. The influence 
of the acid concentration is much greater here 
than in the case of the separation of lead sponge. 
since the concentration of the peroxide ions in- 
n- 
creases inversely as the fourth power of the H ions. 

It goes without saying that the use of neutral 
solutions in the formation of Faure plates has 
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an object only when the acid liberated during 
formation is continually neutralized, which is 
best accomplished by suspended magnesium or 
aluminium hydroxide. 

Of greater practical significance than the economi- 
cal use of current are the structure and other 
properties of the lead sponge formed; as to this, 
however, we can at present obtain insight only 
by means of laborious experiments, for theoretical 
points of view are entirely lacking. 

(b) Plants Formation. — We shall take up next 
the changes which take place on the electrode 
during the formation after Plants. As is well 
known, this mode of formation consists in con- 
verting the surface of bright lead plates, by elec- 
trolysis in dilute sulphuric acid, into peroxide 
on the one hand and into spongy lead on the other. 
PIant6 himself gave the following directions for 
his process: "On the first day allow the current of 
two bunsens to pass through the spiral in oppo- 
site directions from - six to eight times ; at the 
same time allow the time of charging to increase 
from a quarter of an hour to one hour. After each 
charging discharge the element. Finally, permit 
the element to stand until the next day, charged 
in a definite direction. Continue this operation 
on the same, continually increasing the duration 
of charging and the duration of standing." As 
soon as the element has reached, by such continued 
treatment, the maximum of capacity, then the 
charging current must not pass through the same 
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in different directions, but charging and discharging 
must ahvays take place each in its own constant 
direction. Then the following apphes: " There 
is in the beginning of the charging no evolution of 
gas ; when this does set in, it is an indication that 
the charging is completed." 

The necessity of a repeated reversal of the cur- 
rent direction is easily apparent, as the lead can 
be attacked and loosened up only when it is ex- 
posed to the action of the current as anode ; there- 
fore in case both electrodes are to be formed the 
direction of the current must be changed off and on. 
At first glance, however, the reason for the pre- 
scribed standing of the cell in the charged condition 
is not so evident. 

This obscure action of rest is explained by the 
investigations of Gladstone and Tribe, who showed 
that during rest the peroxide, especially when the 
same is in thin layers, acts upon the underlying 
lead, by forming short-circuited small local ele- 
ments, in which both lead and peroxide are changed 
into sulphate (equation i). Thereupon a charg- 
ing current finds a considerable quantity of sulphate 
and can fonn more peroxide than was possible at 
the previous charging. Discharging has a similar 
favorable effect upon the action of the current, 
in that through it the lead is freed from the pro- 
tecting peroxide covering, thus offering fresh sur- 
faces of lead to be acted upon. It is evidently 
for this reason that one electrolysis is not suffi- 
cient, because the lead at once is covered with a 
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protecting, conducting layer of peroxide, whereby 
the further action of the current is checked. 

The only way to carry out the formation with 
a smaller amount of electrical energy and in a 
shorter time is to seek for means to prevent the 
separation of peroxide ions. This object can be 
attained in two ways: either by using a voltage 
so small that it is not sufficient to precipitate the 
peroxide ions from the electrolyte, or by adding 
to the acid electrolytes (Salts or acids) whose 
anions can be separated out more readily (at a 
lower voltage) than the peroxide ion. 

The first way is by guarding against the formation 
voltage being greater than 2 volts (i.e., greater than 
the E.M.F. of the accumulator for the particular 
density of acid),' The simplest and surest way 
of accomplishing this is by suspending the lead 
plate to be formed in dilute acid in short circuit 
with a charged positive accumulator electrode, 

The energy set free at the accumulator electrode 
during the conversion of peroxide into sulphate 
is just insufficient, in view of the losses of potential 
always present, to reconvert sulphate into per- 
oxide at the lead plate, so that lead is only changed 
into sulphate, which, since it is not a metallic 
conductor, cannot serve as a protection to the 
underlying lead; the formation takes place, how- 
ever, in consequence of this arrangement, at the 
highest permissible voltage and current-strength, 

'D. R. P. No. 9166 ot Ch. PoUak, Frankfort. 
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By warming the electrolyte to from 40° to 60° C, 
thereby providing for the most rapid diffusion of 
the acid through the sulphate layer, one can succeed 
in producing a sulphate layer equivalent to the 
quantity of current passing through the cell, which 
can be converted into peroxide or lead sponge by 
one charging with an increased voltage. 

Fori tion takes place in this case, as I have con- 
vinced myself by experiments, exactly according 
to Faraday's law, and is therefore extremely 
reasonable; in addition this method has the ad- 
vantage over those to be discussed presently in 
that the plates are not contaminated by any kind 
of detrimental substances. In this way sheet lead 
0.3 mm. thick can be completely formed, through 
and through, in thirty-six hours. 

The second way to effect an accelerated forma- 
tion depends, as has been said, upon adding to the 
acid, anions which are separated out at a lower 
voltage than peroxide ions, and therefore prevent 
the precipitation of the latter. 

All known methods of hastening Plants forma- 
tion which depend upon additions to the acid 
are based upon this general principle. Such anions 
are naturally furnished by all substances which 
are capable of reducing lead peroxide, as acetic acid 
and acetates, tartaric acid and tartrates, oxalic 
acid, sulphtuous acid and its salts, and the like. 

Easily separated anions are given, for example, 
by all chlorides, nitrates, chlorates, Perchlorates. 
and their respective acids. 
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All these substances, whose number might be 
considerably extended, have the effect of preventing 
the separation of peroxide, so that only sulphate 
is formed, which, as already mentioned, cannot 
check the progress of the formation. 

In fact, through the substances named, a con- 
siderable acceleration of formation with more or 
less good results can be achieved. Unfortunately, 
however, these means have the serious drawback 
that the last traces of salt can be removed only 
with great difficulty from the finished plates, and 
slight quantities of salt left very considerably re- 
duce the life of the plates. i 

The use of perchloric acid^ or sulphurous acid 
seems to be least harmful, or possibly is entirely 
without any detrimental consequences. 

* D. R. P. No. 90446 of L. Locas in Hagen. 
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The best proof for theoretical conclusions is 
their numerical comparison with exact measure- 
ments. For that reason, in the investigations 
presented, especial emphasis has been placed upon 
confinnation by the results of measurements, and 
the latter have been given in detail. In order, 
however, not to disturb the theoretical continuity, 
the treatment of the methods of measurement 
were omitted ; on account of the importance which 
they possess for scientific investigations upon 
accumulg-tors, they will in conclusion be discussed 
connectedly. 

The thorough testing of a storage-battery re- 
quires determinations of the E.M.P. and pole-poten- 
tial, the capacity and working efficiency, as well 
as measurements of the internal resistance of the 
entire storage cell and the separate electrodes, 
under the most varied conditions of withdrawal 
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As to detailed directions for carrying out electrical 

the reader is referred to the classical work, Leitfaden 
der praktischen Physik, by F. Kohlrausch. 
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of current, temperature, concentration of the elec- 
trolyte, and the like. 

(a) Measurement of Electromotive Force and Pole- 
potential. — The measurement of the E.M.F. and 
the pole-potential of a storage-battery is best 
accomplished by connecting with it a precision 
voltmeter, of the excellent quality furnished by 
the Weston Company, Siemens & Halske (Berlin), 
Hartmann & Braun (Frankfurt a. M.), Kaiser & 
Schmidt (Berlin). Since the accumulator polarizes 
when stronger currents are withdrawn and the 
loss of potential through the internal resistance 
can become appreciable, it is necessary for more 
accurate measurements to employ instruments ' 
with large resistance (over 100 ohms). 

The accuracy of the measurements with such pre- 
cision voltmetrs seldom exceeds several thou- 
sandths volt. 

A somewhat greater accuracy (to within one-thou- 
sandth volt) is obtained with a Siemens torsion 
galvanometer, which, however, is less convenient 
and is subject to disturbance by outer magnetic 
influences. If a stiU greater accuracy is desired 
or if we have to examine a very small cell with a 
large internal resistance, the measurement can 
be made only with a calibrated mirror galvanometer 
or according to a compensation method. For 
this purpose any good mirror galvanometer is 
suitable. Those with fixed coil and movable magnet 
have the advantage of more exact deflections; those 
with fixed magnet and movable coil (galvanometer 
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after Deprez-d'Arsonval) have the good quality 
of being non-sensitive to external magnetic dis- 
tm-bances. 

In series with the galvanometer are placed a 
commutator and a resistance of "Konstantan" 
wire, which latter is to be so regulated that 2 volts 
give a commutated deflection of about 250 mm. 
in the reading telescope. In the usual forms of the 
mirror galvanometer the resistance is from 10' to 
10^ ohms. To make the measurement, compare the 
deflection given by the E.M.F. to be determined 
with that of the known E.M.F. of a normal element 
(Clark or Weston cell). Indicating the E.M.F. 
of the normal element with E„, that of the element 
to be measured with Ex, the galvanometer deflec- 
tion with a„ and a^ respectively, then 



This equation is based upon the assumption 
that the internal resistances of the elements are 
so small as to be negligible against the resistance 
of the external circuit — a condition that is always 
fulfilled with accumulators ; with normal elements. 
however, it is very frequently not, because in these 
resistances of several thousand ohms and more 
easily arise, due to the formation of dense crystal 
crusts. In this case one can eliminate the influence 
of the internal resistance by not determining the 
deflection of the single elements, but by inserting 
both cells in the circuit at the same time, once 
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in series and once opposed to each other. If the 
deflection is Oj when the cells are in series and a^ 
when opposed, then 



Hfx — -^n 



02+ ^1 



02— Oj 



The most accurate and least faulty measurements 
of electromotive forces are those by Poggendorff's 
compensation method. Two small accumulators 




Ay having a capacity of several ampere-hours, are 
connected through an ordinary resistance-box of 
1 1000 ohms. The compensation circuit, which 
includes the element to be measured and a galva- 
nometer or capillary electrometer as zero instru- 
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ment, is so arranged that one terminal is inserted 
back of the resistance 4000 ohms and the other at 
the opposite end of the resistance-box, as shown 
in Fig. 22. The measurement is made by drawing 
resistance-plugs until the deflection in the galva- 
nometer disappears. If with the insertion of the 
norma) element it requires a resistance of R^ ohms 
to produce zero deflection and R^ ohms with the 
insertion of the element to be measured, then 

I p R,Uooo^R„) 

' -"RnUooo + R^)- 

The compensation method has the advantage 
over the others that the element can be tested 
in an almost non-current flowing condition and 
the internal resistance is without influence. This 
method is to be looked upon as the most perfect 
of those mentioned, and is therefore at present 
almost exclusively employed in measurements of 
precision; most of the measurements contained 
in the previous chapters were made by means of it. 

A good method to determine the E.M.F. of a cell 
while a current is flowing has not as yet been devised. 
The attempt has been made to make measurements 
by interrupting the accumulator current and at the 
same time connecting the cell with a delicate 
measuring instrument, with the aid of a key or 
vibrating tuning-fork or the like. The results 
obtained are, however, dependent upon the time 
which elapses between the opening of the circuit 
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and the adjustment of the iiistnament, so that 
they possess no significance. The only possibility 
of getting at the E.M.F. while a current is flowing 
is by determining by one of the subsequent methods 
the internal resistance with closed circuit, calculating 
from it the loss of potential (IR) in the cell and 
then by equations {48) and (49} (p. 106) the E.M.F. 
The methods given permit the determination of 
the E.M.F. or pole-potential of the entire accu- 
mulator with any degree of accuracy; however, 
in a thorough testing of a storage-cell it is also 
necessary to measure the potential or variation 
in potential of each separate electrode. In order 
to do this we must introduce into the accumulator 
a third " auxiliary electrode " (measuring electrode) 
and determine the potential of the individual elec- 
trodes against it. 

(b) Measuring Electrodes. — For less accurate meas- 
urements, as, for example, in determining the 
capacity of the separate electrodes of a storage- 
cell, an amalgamated zinc rod, about 10 cm. long 
and I cm. in diameter, constitutes a very suitable 
auxiliary electrode. The zinc rod is to be con- 
nected with one binding-post of the measuring 
instrument and dipped into the acid ; the other 
binding-post of the instrument is to be attached 
to the electrode to be measured. In place of zinc 
one can take amalgamated cadmiiun, which is 
more slowly attacked by the acid and therefore 
gives somewhat more constant potentials. With 
acid o£ the usual density the voltage of zinc — lead 
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peroxide is about 2.41 volts, zinc — lead sponge about 
0.40 volt, cadtniuni-^lead peroxide about 2.17 volts, 
and cadmium — lead sponge about 0.16 volt. 

The potential of the zinc and cadmium electrodes 
in dilute acid is certain only to within several 
hundredths volt, in consequence of the accidental 
and varying concentration of zinc and cadmium 
sulphate respectively, in immediate proximity to 
the electrode ; for most technical measurements this 
accuracy is quite sufficient. The chief advantage 
of these auxiliary electrodes consists in the great 
ease with which they are made, their handiness, 
and the circumstance that through simple inspec- 
tion one can at any time convince himself of their 
good condition. For precision measurements such 
electrodes are unsuitable on account of their in- 
constancy; for these, constant electrodes must be 
employed, i.e., electrodes which are reversible as re- 
gards one of the ions I^H or SOj contained in sul- 
phuric acid. 

Electrodes reversible as to SOj ions are given by 
all metals which form very difficultly soluble sul- 
phates, for instance lead and mercury, while only 
the hydrogen electrode is reversible as to the second 
ion of sulphuric acid, the H ion. It is simplest, 
therefore, in an accurate investigation to use a 
small, well-charged, positive or negative accumu- 
I lator electrode, suspended in the c^ll in such a way 
[ that the fewest possible current lines strike it. 
1 accumulator electrodes are splendidly adapted 
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to potential measurements in sulphuric acid solu- 
tions. They are exceedingly constant and have 
the great advantage over the following ones that 
they will endure a relatively strong withdrawal 
of current and can therefore be used with a pre- 
cision voltmeter. 

The electrodes mentioned are excelled in constancy 
and reliability by the combination mercury — mer- 
curous sulphate. It is, however, much more easily 
polarized and hence can only be 
used in galvanometric methods. 
For measurements upon ac- 
cumulators it is best to employ 
the same in the form of a dip 
electrode. 

A glass vessel of the form 
given in Fig. 2 3 (one-third 
natural size), resembling a to- 
bacco-pipe, has the widened 
portion filled to one third its 
height with purest mercury ; 
placed upon the mercury we 
have a layer of about i cm. 
thickness, of purest mercurous 
sulphate, which had been stirred I 
up to a thin paste with accu- 
mulator acid. The remaining 
space is entirely filled with acid. Pie. 33. 

Connection is made with the mercury by means of 
a platinum wire passing through the capillary tube 
mm. thread). The electrode can he suspended 
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directly in any acctimulator. A detrimental con- 
tamination of the accumulator acid by mercury 
salts is not to be feared in view of the slight 
solubility of mercurous sulphate ; and besides small 
quantities of mercury salts would not be injurious 
to the accumulator (see p. 136). 

The potential difference of this electrode with 
acid of the usual density is about 1.05 volts against 
lead peroxide and 0.96 volt against lead sponge. 

In conclusion there is to be mentioned a fifth 
kind of electrode, which is frequently employed 
to advantage in scientific investigations, on account 
of its simple theoretical treatment. It is the 
hydrogen electrode devised by Grove. This con- 
sists essentially of a well-platinized (coated with 
platinum-black) platiniun-foil, dipped into dilute 
sulphuric acid, and over which bubbles of hydrogen 
are passing. 

The electrode behaves as though it consisted 
of a metallic conducting modification of hydrogen, 
i.e., it is reversible with respect to hydrogen 
ions. A form suitable for accumulator measure- 
ments is shown in Fig 24, about one half natural 
size. Hydrogen, prepared from pure zinc and 
sulphuric acid, is conducted in through the tube 
r, and ghdes in bubbles over the cylindrical, 
platinized platinum-foil p, to escape through the 
narrowly drawn out tube r-^. The object of the 
cylindrical, hollow glass vessel v is to reduce the 
amount of acid to be saturated with gas to the 
smallest amount, and to bring the gas-bubbles 
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into intimate contact with the platinum-foil. It 
is also well to have the platinum-foil projecting 
somewhat into the gas space. Connection with 
the accumulator is brought about through the 




siphon f,. The electrode assumes the correct 
potential, recognized by its constancy, after slowly 
bubbling hydrogen through it for about three hours. 
During this time the glass cock in the siphon is 
kept closed, so as to prevent a diffusion of hydrogen 
into the accumulator. It is opened only during 
the short time of the measurement. For the 
measurement with this electrode only the com- 
pensation method is to be used. 
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(c) Measurement of Capacity and Working E^ 
ciency. — ^It is simplest to carry out the determina- 
tion of both capacity and working efficiency at the 
same time. For this purpose the cell, discharged 
to its normal limit, i.e., until the potential has 
fallen off lo per cent, is charged with a constant 
source of current (best a larger battery), having 
inserted a regulating resistance and an ammeter, 
and the pole-potential measured at short intervals. 
Any good precision voltmeter or torsion galva- 
nometer is a suitable measuring instrument. To 
avoid errors through transition resistances, the 
same must be directly attached to the poles of the 
cell by means of special connectors. There is no 
object in adopting the more sensitive galvanometric 
methods for the measurement of voltage, except 
in the case of very small cells having a capacity 
of several ampere-minutes, because two capacity 
determinations on the same cell under apparently 
the same conditions never agree nearer than 
within I to 2 per cent. The results of the measure- 
ments are plotted on millimeter paper as shown 
in Fig. 7 {p. io8). When the voltage has reached 
the highest value (D in Fig. 7), the charging is 
interrupted and the cell is discharged in like manner 
through the adjustable resistance, until the pole- 
potential has fallen off by 10 per cent of its original 
value (F in Fig. 7). 

The readings of the voltage at the beginning and 
end of the charging and discharging, where the 
pole-potential changes rapidly, must be made at 
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intervals of several minutes; during the linear 
course of the voltage, however, a few readings are 
sufficient. 

If the cell has previously been strongly dis- 
charged or has stood unused for a long time, con- 
stant capacities are not obtained until the same 
has been charged and discharged a number of 
times. 

Hence the safest way is to charge and discharge 
the cell several times with the particular current- 
strength before each capacity test. 

The product of the duration of discharge measured 
in hours and the intensity of discharge gives the 
capacity of the cell; the ratio of the areas included, 
on the one hand, between discharge curve and 
coordinate axes, and, on the other hand, between 
charging curve and axes, gives the working effi- 
ciency (see pp. 153 and 175). 

The areas can be determined either by means 
of a planimeter or by counting the square milli- 
meters. To decide which of the two electrodes 
is responsible for a too small capacity or too 
small working efficiency, it is necessary to measure 
the voltage variation of the individual electrodes, 
during discharge, against an auxiliary electrode. 

The most suitable auxiliary electrode in these 
measurements is either a small peroxide or lead- 
sponge electrode in open circuit. The defective 
electrode is recognized by the too early falling off 
of the voltage. Such determinations of the indi- 
vidual capacity of the negative and positive plates 
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should be made in every acctrmulator test. Deter- 
minations of capacity and working efficiency should 
always be accompanied by the temperature, acid 
density, and acid volume, since the results obtained 
are very greatly influenced by these magnitudes. 

(d) Measurement of the Internal Resistance. — As 
is evident, the internal resistance of an accumu- 
lator in open circuit can in principle be measured 
by the same methods as that of any galvanic ele- 
ment; since, however, the resistance of even the 
smallest cells used amounts to only a few hundredths 
or thousandths ohm, the transition resistances at 
the binding-posts make themselves very much felt 
and cause most of the methods to give inaccurate 
results. 

The only reliable method is the one of F. Kohl- 
rausch, with alternating current and telephone, 
using at the same time the bridge arrangement of 
Matthiesen and Hockin, wliich makes it possible 
to ehminate the resistances at the connections. 
By adding the further modification of introducing 
a condenser into the arm of the bridge, in series 
with the telephone, we gain the advantage of re- 
quiring only two cells for the measurement, instead 
of three, and that the resistances of the individual 
cells can be individually determined. Fig, 25 shows 
the scheme of arrangement. AB represents a 
constantane' wire (measuring- wire), about i meter 
long and i to 2 mm. thick, stretched on a scale, on 
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which is arranged a sliding contact A' ; / is a small 
inductorium ' serving to furnish the alternating 
current, R^ a known resistance of o.oi to o.i ohm, 
and C a condenser of about o.i microfarad capacity. 
The cells to be measured are indicated by R^ and 
Rj. To keep these from discharging themselve* 




through the bridge, we must always use two, ar- 
ranged to oppose each other, having equal electro- 
motive forces (i.e. . having acids of the same strength ^ , 
The measurement is made by first connecting 
the bridge to the cell at a by means of a special 
connector directly attached to the electrode, and 
thereupon moving the slide contact until we have 
a minimum of sound in the telephone, which is, 
say, at a'. Then the bridge is attached in a similar 
way at the points b, c, d, e, f, giving the shde con- 

' The secondary coil as well as the telephone must be wound 
with 0.5 to 1 mm. diameter copper wire, since the bridge has 
a low resistance. 
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tact positions b'. c', d', e', /'. The condenser keeps 
the cells from discharging themselves through the 
bridge. The points a, b, c, d, e, and / have relatively 
L the same potential as a', b', c', d', ^ , and /'. Con- 
I sequently the potential difference between these 
[ points is the same and the ratios of the resist- 
I ances are R^\R^=a'b' -.e^f and R^:R^=c'd''.e'f', 
I and are also as the corresponding lengths of the 
[ measuring-wire. That is, we get the resistances 
L of the separate cells direct, expressed in units of the 
I measuring resistance R^. 

I This method enables one to measure resistances 
[. of cells in open circuit, from o.ooi ohm down, to 
I within several per cent. It does not, however, 
allow the measurement to be made at the same 
time that the current is flowing. This is a decided 
drawback, because the variation of the resistance 
in consequence of the chemical changes in the cell 
is of special practical and theoretical interest. 
Suitable methods for such investigations have been 
devised by Boccali,' Uppenbom,^ Froehlich," Nemst 
and Haagn.' 

Boccali, as shown in Fig. 26, uses the bridge 
arrangement of Mattheisen and Hockin for measur- 
ing the resistance during chaining; R^ indicates 
the accumulator, R^ a known resistance of several 



' Elektrotechn. Zeitschr. 1891, p. 51. 
' Ibid., p. jsj. 
*lbid., p, 370. 

'Zeitschr. f. Elektrochem. Ill, p. 4 
I i. physik. Chem., Vol. XXIIl, Hi^ft I, 
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thousandths ohm, and AB a, measuring- wire of con- 
stantane, i meter long and 0.5 mm. in diameter. 
M is the dynamo furnishing the charging current, 
and W an adjustable resistance. The charging 
current can be measured by the ammeter A, The 
regular fluctuations of the dynamo current, pro- 
duced by the armature coils entering the magnetic 




Fig. 26. 

field, serve in place of the alternating current 
for making the measurements. 

The telephone is successively attached at the 
points a, 6, and /, and the resistance calculated 
from the positions of the sliding contact, as directed 
in the case of Fig. 25. If the test is to be made 
during discharge, the bridge wire is selected of such 
a strength that it can bear the current of the entire 
accumulator. In place of the dynamo M, an auto- 



.1 



p 
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matic current-interrupter with series resistance is 
introduced. The fluctuations of the main current, 
produced by the interruptions in the shunt, are 
amply sufficient for the adjustment of the sound 
minimum. The resistance of the shunt must be 
considerably greater than that of the wire. To 
judge from the statements and measurements of 
Boccali, the method seems to give good results 
with resistances even as low as o.ooi ohm. 

Uppenbom's method (1, c.) for determining the 
internal resistance of galvanic elements and accu- 
mulators in closed circuit is also a modification 
of Kohlrausch's bridge method. The measurement 
requires four (Fig. 27) as nearly as possible equal 
cells {Ri, Ri, R3, R,), which are arranged in series 
by twos and then the two groups connected opposing 
each other. In this way a potential diiference 
between the points c and d is avoided and the cells 
cannot discharge themselves into the bridge. 

Current can be conducted into or taken out of 
the cells at the points ab without in the least 
disturbing the resistance measurements. The re- 
mainder of the arrangement is in every respect 
like the ordinary telephone bridge and can be 
easily understood from the accompanying figure. 
The method undoubtedly gives good results with 
small cells in which the transition resistances at 
the connections play no part. 

It is to be noted, however, that the resistance 
obtained is the mean value for the four elements, 
and that upon using stronger currents the individual 
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cells easily polarize differently, whereby potential 
differences arise between c and d, and the cells 
can part^ly discharge into the bridge. 

The method ' devised by Nemst and worked 
out by Haagn, in which condensers are introduced 
into the bridge arrangement, is free from these 




difficulties, and has to be regarded as the most 
perfect. As is well known, the ratio of the re- 
sistances in two arms of a bridge enables one to 
determine the ratio of two condensers inserted in 
the other two arms ; conversely, if the ratio of the 
condensers is known, then that of the resistances c 
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be calculated. By substituting condensers (C, and 
Cj) for the resistances of two arms of the bridge (see 
Fig. 28) we gain the advantage of being able to 
insert a single cell {R^, for the reason that the con- 
densers behave like an insulator toward the direct 
current, thereby preventing a discharge through 
the bridge. To keep a current from flowing through 
the inductorium (/), a condenser (C3) is also intro- 
duced into this portion of the circuit. 

The adjustment of the sound minimum is effected 
by varying the wire resistance in the fourth arm 
of the bridge (measuring-wire AB). As a wire 
it is most suitable to employ one of constantane, 




from 0.5 to 2 mm. in diameter, according to the 
resistance to be measured, stretched on a measuring 
rule, and having as a sliding contact a copper cup 
filled with mercury. The source of current most 
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to be recommended, on account of its silent action, 
is the wire-strand inductorium described by Nemst,' 
with a secondary winding of heavy wire; suitable 
capacities are condenser-boxes from i to lo micro- 
farads. The telephone coils must likewise be wound 
with heavy wire of low resistance. For the purpose 
of calibrating the entire apparatus thus set up, 
known wire resistances are substituted in the place 
of the cell and the corresponding positions on 
the variable resistance determined. 

Thereupon in measuring open cells the resistances 
can be read off directly on AB; if, however, the 
cell is closed through a shunt (free from self-induc- 
tion) of the resistance W, the resistance of the cell 
is given from the resistance R^ read off, by 



^1 = 



W-K. 



The greater the resistance of the shunt is, as 
compared with the internal resistance of the cell, 
the more exact the measurement. The described 
method gives good results down to several hundredths 
ohm, with cells in both open and closed circuit. 

In the case of smaller resistances, the transition- 
resistance at the slide contact causes difficulty, 
and it is better to use Gahl's ^ arrangement, sketched 
in the accompanying figure. In this the resistance 
remains constant and only the bridge is moved; 



' Zeitachr. f. physik. Chem. 14, p. 623. 
' Zeitschr. f. Elektrochem. 7, Nr. 30 u. ; 
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then the quality of the sliding contact has no in- 
fluence upon the measurement. It is best 
solder well all connections. 




It is evident from what has been said that the 
measurement of- the internal resistance of the accu- 
mulator is accompanied by difficulties, and there- 
fore is only made in the case of scientific inves- 
tigations. In practice it is quite sufficient, on 
account of its low value, to know the magnitude 
of the same. For this purpose it is accurate enough 
to calculate the resistance of the acid found be- 
tween the plates, and to use from two to three 
times this value as the resistance of the cell. 

To calculate the resistance of the acid, take the 
resistance of i c.c. of the acid employed, from 
the measurements of P. Kohlrausch given in 
Fig. 30, multiply this by the mean distance between 
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the plates measured in centimeters, and divide by 
the surface of the positive electrode expressed in 
square centimeters. 

The calculation of the internal resistance of the 

accumulator, as recently proposed, from the heat 

^^ developed while a current passes the same, is of 
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ntirely out of the question; for the 
the heat is not liberated according to 
t is set free by the equalization of t 
on differences developed at the elec 
tion to this, such a computation 
t on account of the appreciable sec 
the accumulator (see pp. 33 and 34) 
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Also, the method still in tise of getting at the 
internal resistance from the difference in potential 
between the cell in open and closed circuit is quite 
as full of error, because the polarization which 
sets in upon closing the circuit frequently exceeds 
the loss of potential through the internal resistance. 
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Behavior of the accumulator during charging and discharging io6 

Benur, test of energy -loss equation , \ii 

Brrthdot, persulphuric acid by electrolysis ■ .. i8 

Bitter salts i86 

BaccaU, method of measuring internal resistance in closed cdr- 

observations upon resistance during cha^e and discharge 14g 

Cadmium, amalgamated, as auxiliary electrode 301 

electrode, voltage against lead peroxide z02 

voltage against lead-sponge 2M 

Calculation of size of element fiir a given taiation , . 167 

Capacities, calculated and found ij9 

Capacity areas, measuring of 207 

curve, theory of 161 

curve, with variable current, theory of 164 

determined by the conductivity of the electrolyte 171 

equation, for a wider range, Litietunv 158 

equation, for rapid discharge, Schrotdtr 157 

equation, for slow discharge, Liebaune ijy 

equation of Peukerl 159 

^tor n, for various accumulator systems 160 

individual, positive and negative plates, meaiurement of 307 

influence of acid density upon 168 

influence of current strength upon 155 

influence of temperature upon 17z 

influence of thickness of plate upon 168 

'70 

theory of 171 



of the accumulator 153 

relation to Faraday's law 153 

relation to time of discharge, Ftukerl. 159 

relative, of lead-sponge and peroxide electrode 155 

Casfari, experiments upon evolution of hydrogen on tnetals , . iG 

see NtrHSl. 135 

Cell, changes In, during formation 18 j 

Change in volume during charging and discharging 103 

in volume during dischai^e, by direct measurement • . . 104 



Cha.ti(^ in the cell during iormätion iSj 

in the open cell I2g 

on the electrode in /Yanf/ Ibnnation igl 

Charge, variation of resistance during 14g 

Charging and discharging yoltige, difference between, with vuyii^ 

, current strength »ai 

Charging curre, ditcussion of. ita 

Chemical equation for current-producing action 3. 

Chemical equations for theory of Le Blam 40 

equilibrium and E.M.F. of the accumulator 70 

theory of origin of current . • I 

Compensation method of Poggcttdorff. 199 

Concentration at electrodes, influence upon internal resistance 151 

chains of accumulator, measurements by Mugdan 9t 

changes produced by electrolytic migration 133 

of acid, influence upon capacity 168 

of tetravaient lead ions 48 

polarization, effect upon worlut^ efficiency 176 

Condensers, use of, in measuring internal resistance 20S, log 

Conditions most efficient for Planii formation 194 

most favorable for Faun formation... 186 

most fiivorable for separation of peroxide ions 19a 

Conductivity of sulphuric acid, temperature coefficient of 172 

of the electrolyte, relation to capacity 172 

of the electrolyte the determining facto* in working efliciency. . 179 

Constant electrode, mercury — mercurous sulphate 203 

electrodes 20z 

electrodes, charged accimiulator plates as 202 

Contact, slide, mercury Z14 

Contents, latent, of the accumulator. 165 

Cera, test of energy-loss equation iSs 

Current density, eflect upon accumulator 14 

Current-strength, effect upon resistance 148 

inSuence upon capacity ii;5 

influence upon los) of energy 177, tSl, 1X2 

■' " " " " .measurements 183 

Currents, strtmg, depolarizers 183 

Curve, capacity, theory of iGi 



Curves, E.M.F. during charge and discharge jo8 

influence of temperature upon capacity 173 

Dangerous metals, to the accumulator 135 

Darrieta, theory of origin of currenL 18 

Decomposition of lead peronide j 

Degree of efficiency 174 

dependent upon purity of the materials ,.,... 175 

Density and percentage strength of iniitures of sulphuric acid and 

w"" 219 

Density of acid, influence upon capacity 16S 

Depolarizers, difficultly soluble and metallic conducting 184 

Determining internal resistance of accumulator, method ai Nrrmt, 14S 

Dieterid, vapor pressure of sulphuric acid solutions 61, 6* 

Diffusion law of Pick 130 

Dilute sulphuric acid, dissociation of. 66 

Dilution coefficients 77 

of the accumulator electrode potentia.s 88 

Dilution of acid, effect upon electrode potential 125 

Dip electrode 30J 

Discbarge, intensity of, eifect upon capacity ij6 

variation of resistance during i^c) 

Discharging curve, discussion of Iij 

Dissociation of dilute sulphuric acid 66 

Distillation, work of 59 

Dalezalei, see JVernit 113 

Duncan, absorption and liberation of heat during dischai^ing and 

charging 31 

Earli, influence of acid concentration upon capacity, measurement 

Efficiency, degree of 174 

working 174 

working, determining faotor of i-q 

working, effect of concentration polarization upon ,,. , ., 176 

working, effect of temperature upon 180 

working, effect upon, of poorly conducting additions to the elec- 
trolyte (gelatin ization of the acid) 180 

working, maximum 17g 

-king, measurement of. 206 
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Efficiency, working, ratio of surfaces 176 

Etil and Sihoenherr, formation of persulphuric acid 19 

E!6s, electrolytic lead tetracetate 42 

explanation of sulphatization 141 

theory of origin of current 21 

li^lectrical energy, laws of trinsfbrmation aj 

llloctrode, auxiliary lot 

changes on, during /Ya«^/ formation I9I 

constant, mercury— mercurous sulphate ao^ 

hydrogen, Grmie 204, 205 

negative, formation of. 18Ö 

positive, formation of 190 

potential, eflect of dilution of acid upon 125 

Electrodes, accumulator, as constant electrodes 202, 20S 

constant 202 

influence upon resistance of concentration at 151 

lead-spongE and peroxide, relative capacity of 15 j 

measuring 201 

reversible as to hydrogen ions aoz 

reversible as to SO, ions 20a 

Electrolysis of dilute sulphuric acid between platinum, and lead 

electrodes 14, 15 

Electrolyte, neutral sulphate iSS 

Electrolytes, formation iStS 

Electrolytic solution tension- 36 

E.M.r., a linear functiun of the temperature 99, IQO 

and acid concentration, experimental proof of 70 

and chemical equilibrium, vao't HofTs equation for 70 

and heat effect 26 

increase of^ by reductinn of vapor pressure of the acid 63 

influence of external pressure upon 101 

maximum temperature influence upon 97 

measurements of concentration chains involving lead, lead per- 
oxide, lead sulphate, and sulphuric acid 8; 

measurements of mercury against lead and lead peroxide re- 
spectively 80 

methods of measurement I97 

of accumulator, change with acid density 13 

of accumulator, equation for, below 0.CC05 normal add, 71 
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E.M.F. of accumulator from thcrmochemical data 30 

of accumulator with dilute sodium hydroxide solution 73 

of accumulator with pure lead sulphate 71 

of chained positive plate against line j 

of lead accumulator at 0° C. , calculated and found 62 

of the accumulator, equation for 50 

of the accumulator from the concentration of the acid. 66 

of the accumulator, sodium hydroxide saturated with lead 

bydroxide jo 

of the accumulator, paits due to reduction of peroxide, oxidation 
of lead sponge, change i^ oxide into sulphate, and sulphuric 

acid concentration chain 74 

of iVcslon normal element , 66 

temperature coelücient of 36 

itb acid concentration Ji 

Ih acid density, thermodynamical calculation of. . . 55 

with current flowing, measurement of aoi 

with Tariation of acid density 55 

V. Ende, solubility of lead chloride in hydrochloric acid 143 

Energy, chemical, transformation of 15 

loss of, attributable to each of the two electrodes 12S 

loss of, equations . 179, iSl 

loss of, equations, test of. 183 

loss of, influence of acid density upon 177 

losso^ influence of curicot strength upon 177, lül, iSz 

loss of, influence of current strength upon, measurements [83 

loss of, in the accumulator 108 

Equation for current producing chemical action 3 

for E.M.F. of the accumulator 50 

for influence of thickness of plate upon capacity, Lieötttma, . . . 16S 

for rapid-discharge capacity, Schrotder. 157 

for slow- discharge capacity, JJtbttuna. 157 

for the E. M. F. from the concentration of the acid 66 

fundamental 3 

of v.Htlmkelti 36 

vt Ftutert, for capacity , 159, 160 

Equations, chemical, for theory of Lt Blanc 40 

degree of efficiency --^H. 175 

enei^ loss 179, 181 



Equations, energy loss, lest of. 183 

working efficiency 176 

Evolution of hydrogen on metals, theory of. 15 

Excess voltage 113 

Experiment showing variations in concentration at accumulator 

electrodes 112 

Factor «, of capacity 159, 160 

Farad 37 

Faraday's law, in relation to capacity 153 

Faure Ibcmation 185 

FUk, diffusion law of 129 

diffusion law of, applied to relation between capacity and cur- 
rent strength i6l 

Foerstir, electrolytic lead tetrachloride from lead chloride 42 

Formation and decomposition of lead peroxide and lead 5 

Formation and decomposition of lead sulphate and sulphuric acid. . 7 

Formation, changes in cell during 185 

eleclrolytes 

Fma-f-, roost favorable conditions , 

ions during 

negative plate 

of Faure 

of Plante 

of positive electrodes. 

Formula of NernsI, applied to theory of LUbenmv 49 

Ffanhland, other sulphuric acid compounds 7. 8 

Fresenius, solubility of lead sulphate 47, 72 

Friedrich, tetrachloride of lead 4, 

Freehlich, internal resistance in cipsed circuit 2:0 

Gahl, modified arrangement of Mernsl and Haapi 215 

Galvanic combinations of accumulator electrodes with hydrogen 

electrodes -6 

with mercurous sulphate electrodes 79 

Galvanic element, latent heat of 3a 

Galvanometers ,g^, ,^8 

Gas evolution, retardation of 17 

Germtrskmtsen, test of energy loss equation i8z 

Ci/&j«/,eHect of pressure upon E,M.F. of various galvanic elements 104 
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Gladstone^ analysis of active mass 7 

study of compounds of Frankland, 7 

Gladstone and Hibbert, E.M.F. at different acid concentrations 54 

study of concentration chains involving lead, lead peroxide, 
lead sulphate, and sulphuric acid 82 

Gladstone and Tribej chemical theory of secondary batteries 2 

dark coating on negative electrode observed by 117 

object of rest during Plants formation 192 

spontaneous discharge due to local action 137 

sulphate theory 2 

Glycerine, in accumulator paste 186 

Grove f hydrogen electrode 204, 205 

Haagn, distribution of the variations in resistance in relation to the 

electrodes 152 

effect of current strength upon resistance 148 

resistance with slow and rapid discharge » , . . 151 

see Nemst 210, 213 

study of internal resistance of the accumulator 148 

Haeberlein^ measurements of resistance during discharge of the ac- 
cumulator 109 

observations on resistance during charge and discharge 149 

Hallwachs, measurements of resistance during charge and discharge 150 

Hastening of Plante formation 194 

Heat effect of accumulator reaction 29 

Joule 33 

latent, of galvanic element 32 

loss in cell 177 

of dilution of sulphuric acid 57 

of formation of lead peroxide 29 

of reaction of lead peroxide, lead, and sulphuric acid 28 

secondary, of accumulator 33 

Ileim, increase of sulphatization with acid density ' 143 

influence of acid concentration upon E.M. F 52 

influence of acid density upon capacity, measurement of 169 

see Kohlrausch • 8 

test of energy-loss equation 182 

V. HelmholtZy equation of. 26 

** free energy " 25, 26 



V. ffelmhalt-e, method of calculating E.M.F. of calomel cell as de. 

pendent on concentrition of its solution 57 

Hiydwdler, see Kohlrausek 46 

lliiiirt, see Gladstone. 7, 55, 83 

mi/erf, migration number of sulphuric acid 84, SS 

Hockin, see Matlkiisett ao8 

van'l Huff's equiition for the relation between E.M.F. and chemical 

equilibrium 70 

Hydrochloric acid, effect on solubility of lead chloride 143 

Hydrogen, cause of self-dischai^e 13g 

electrode, galvanic combinations wilh accumulator electrodes 76 

electrode. Grove »H, »S 

ion», influence on concentration of peroxide ions 190 

ions, reduction of concentration during formation iSä 

L liberation during formation 186 

I minimum liberation during formation, conditions ior tSS 

' occlusion by lead 17 

theory of evolution on metals ■ 15 

Hydrolytic dissociation of lead sulphate 72, 73 

Impurities, oxidizable, spontaneous dischai^e caused by -. 13S 

Inductorium, wire strand, Nemst Z15 

Influence of acid density upon capacity 168 

of external pressure upon E.M.F. 101 

of temperature upon capacity 172 

of thickness of plate upon capacity, equation fcr 168 

Internal resistance, approximate, from resistant» of the acid-, ..216, 317 

calculation from heat developed 317 

from difference in potential of cell in open and closed circuit , , Zi8 
measurement in open and closed circuit ( Mmi/ and /fiio^) 

modified by Gahl. 2 16 

measurement of ao8 

Ntmst's method of determining 14S 

of the accumulator >47 

Ions, bivalent lead, efiect on E,M.F 50 

favorable to Plant/ formation. 194 

hydrogen, decrease of, during fbrmatiun 188 

lead 48 

lead, increase of, during formation 189 
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Ions, lead peroxide 43» 4^ 

lead peroxide, effect on E.M.F 50 

tetravalent lead 42 

Irreversibility, distribution of, between the two electrodes 122 

Is/eTf see Lunge 219 

Joule heat • 33 

Kayser and Ost^ see Kugel 136 

V, Knorre^ self-discharge by manganese salts 138 

Kohlrausck and Heydweiler^ first step of water ionization 46 

Kohlrausch and Rose^ solubility of lead hydroxide in pure water. . . 47 

solubility of lead sulphate in water. . . .- 47, 72 

Kohlrausch, measurement of consumed sulphuric acid. 8 

Kohlrausch F,, method of measuring internal resistance 208 

Kohlrausch, temperature coefficient of conductivity of sulphuric acid 172 

Kohlrausch W,, test of energy-loss equation. 182 

Kugel, spontaneous discharge by metallic impurities 136 

Lamb, see Ayrton 6, 7 

Latent contents of the accumulator 165 

heat of galvanic element 32 

Lead, bivalent ions, effect on E.M.F. of concentration of 50 

chloride, hydrolysis of 73 

chloride, solubility of, in hydrochloric acid 143 

disulphate 23 

hydroxide, solubility in pure water 47 

ions, increase of, during formation 189 

oxides, E.M.F. against zinc 5 

oxide, paste 185 

peroxide, heat of formation of 29 

peroxide, hydrated 5 

peroxide ions by hydrolysis 43 

peroxide ions, concentration of, in sulphuric acid containing 

lead sulphate 48 

peroxide ions, effect on E.M.F. of concentration of 50 

salts, other than lead sulphate 7 

sulphate, basic • 186 

sulphate, formation and decomposition of 7 

sulphate, hydrolytic dissociation of 72 



Lead sulphite, increase ö£ solubility :8g 

sulphate, neutral i86 

sulphate, solubility of. 7>i 7^ 

sulphate, solubility of, in sulphuric acid 144 

sulphate, solubility of, in water 47 

tetracetate 42 

tetrachluride 41 

tetravalent. Z2 

tetravaleut iMis. 42 

telraTalent ions, concentration of 48 

Li Blaac, application of ion theory tu the accumulator 39 

theory of 39 

theory of, difference from tlieory of Elbs 41 

Ley, hydrolysis of lead chloride ..... 73 

Liebeturai, application of Ntmsl's formula to theory of 49 

equation far influence of thickness of plate upon capacity 16S 

equation for slow- discharge capacity 157 

enperiment to demonstrate acid shortage in dischai^ing with 

stronger currentj 134 

proof of existence of lead peroxide ions 44 

theory of. 42 

theory of capacity curve with variable current. 164 

Liibenow's peroxide-ion theory, application of, io calculating the 

E.M.F. 67 

Litharge, paste tSö 

Local action, spontaneous discharge of positive plate by 137 

Loomis, dissociation of dilute sulphuric acid 66 

Loppe, test of Pmktrt's equation r6o 

of energy, equations 17g. iSl 

ol energy in the nccumulator, explanation of I in 

of energy, test of equations 183 

Lunge and hier, table of densities, etc., of sulphuric acid and water 219 

Magnesium sulphate 185 

as Ibrmation electrolyte tSS, 190 

M.ingane!« salts, cause of self-discharge 138 

Mass action, law of. applied to the chemical equation of the action in 

the accumulator 6g 
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Matthieien and Hockin, bridge arrangement ol 208, 210 

Maximum capacity, Earle 170 

Heim ..., 170 

theory of 171 

Maximum working efficiency, measurements by Heim^ EarU^ 

Scheneh 1 79, 180 

Measurement, methods o£ 196 

of capacity and working efficiency , 206 

of E.M.F 197 

of internal resistance 208 

of pole-potential 197 

Measuring-electrodes 201 

Mercurous sulphate electrode in combination with accumulator elec- 
trodes 79 

Mercury in the accumulator 136 

Mercury — mercurous sulphate electrode 203 

Merctuy, potential difference against lead peroxide. 204 

potential difference against lead-sponge 204 

slide contact 214 

Metallic conducting depolarizers 184 

Metals dangerous to the accumulator 135 

Methods of measurement 196 

Meyer, investigation of temperature coefficient of /Va«/^ element. . . 93 

Migration, calculation of, by Nemst 123 

number of sulphuric acid 84 

numbers of sulphuric acid, Stark 91 

Minimum of sulphatization 145 

Mixtures, sulphuric acid and water, densities of. 219 

Moore, study of rate of recovery 131 

Mugdan, effect of persulphuric acid on E.M.F 20 

electrolytic migration of the acid 123 

measurements of E.M.F. of accumulator concentration chains. . 91 

on formation of sulphate 11 

polarization of the separate electrodes 126, 127 

study of concentration chains involving lead, lead peroxide, lead 

sulphate, and sulphuric acid 82 

Negative plate, formation of 186 

Nemst, agreement between change of free energy and heat effect on 

mixing sulphuric acid solutions 63 
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Ntmst and Caspari, non-reversibility of liberation of hydrt^en on 

metals 135 

and DoUzaltk, eiplanation of excess voltage 1 13 

and I/aagn, internal resistance in closed circuit, method of 

measurement aio, 213, 214 

electromotive activity of small concentration of lead peroxide 

ioM 48 

equation of. 38 

method of determining internal resistance of accumulator 148 

migration calculation IZ3 

non-reversibility of decompositioQ of lead disuiphile 33 

osmotic theory of galvanic cell 36 

potential difierence of metal against solution 134 

theory of evolution of hydrogen on metals 15 

wire-strand inductorium 215 

Nirnst'i ibrmula applied according Ka Litbenovi' s theory 49 

osmotic theory, applied to the concentration chains of the accu- 
mulator 89 

Neutral sulphate, formation electrolyte 188 

Nickel, cobalt, iron, conditions of precipitation by lead 134 

" Nutieffeltt " 175 

Open cell, changes in IZ9 

Origin of current, theory of Darriius tS 

theory of Elhs M 

Osmotic theory, applied to concentration chains of the accumulator S9 

of galvanic cell 36 

of origin of current 36 

Oxide of lead, paste 185 

Oxygen, cause of self- discharge 138 

Paste, accumulator 185, 186 

Perchloric acid, use in /"/on// formation 195 

Peroxide electrode, action of, according to Licbntmu 42 

Peroxide ions, concentration of 46, 1911 

conditions most favorable to separation of 190 

prevention of separation of. 193 

Persulphuric acid, formation of 18, 19 

Peukirt, relation of capacity to time of discharge 159 
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Peukert, test of energy-loss equation 182 

Planimeter, for determining capacity areas 207 

Planti^ directions for formation of plates 191 

formation, hastening of. 194 

formation, most efficient conditions for 194 

formation o£ 185, 191 

formation, rest during 192 

theory of i 

Plate thickness, influence upon capacity 168 

Plates, E.M.F. against hydrogen electrode 13 

see Electrodes. 

Platinum, amount causing rapid self-discharge of negative plate. . . 136 

Foggendorff*s compensation method 199 

Polarization, concentration, eflFect upon working efficiency 176 

in the working accumulator, cause of. iii 

minimum 180 

of the separate electrodes 127 

Pole-potential during charging and discharging 106 

methods of measurement 197 

Positive accumulator plate, charged, potential against zinc 5 

plate, formation of. 190 

plate, self-discharge of. 137 

Potential difference at the point of contact between metal and solu- 
tion ; 37 

difference, mercury — mercurous sulphate electrode in accumu- 
lator acid against lead peroxide and lead-sponge respectively 204 

of the electrodes, effect of dilution of acid upon 125 

Potentials of accumulator electrodes against hydrogen electrodes. . . 79 

Precision voltmeters 197 

Pressure, effect of, upon various galvanic elements 104 

effect upon capacity 105 

Prevention of separation of peroxide ions 193 

Recovery, course o^ calculated from Fick*s law 131 

from overcharging 132, 133 

of the accumulator 129 

relation of rate to rate of discharge 132 

Red lead, paste * 186 

V. Reichenbach^ translation of monograph of Gladstone and Tribe, . . 2 



Relation between chitnge of free energy of a reaction, Hi tempera. 

ture coefficient, and heat effect $S 

between vapor pressure of the acid and the E.M.F 6i 

of rate of recovery to rale qf dischai^e 132 

Relations for dilute solutions 64 

Resistance, causes of variation with chaise and discharge 151 

effect of current strength upon 148 

I internal, methods of measurement in closed circuit 210 

I measurements of BBCcali 150 

measurements of Haeberlcin 150 

of galvanometers and voltmeters 197, tgS 

variation during charge and discharge 149 

Rest, during Planti formation I92 

Reversibility of the accumulator llg 

Reversible electrodes JHM 

galvanic combinations of accumulator and hydrogen electrodes 76 

Roberdon^ analysis of active mass 8 

Rose, see Kohlravsch 47, 72 

Rule of Tkomion. , 27 

Siktntk, acid density for maximum capacity 171 

Schotnhfrr, see Elbs ig 

Sckoop, measurements of the etTect of gelatinising the acid upon 

working efficiency 180 

Sckroeder, equation for rapid-discharge capacity 157 

Secondary heat of accumulator 33, 34 

Seifert, test of energy-loss equation 1S2 

Self-discharge 133 

hy diSusion , 139 

by hydrogen 139 

by oxidizable impurities 138 

by oxj^en 139 

causes o£ 134 

of positive plate 137 

rate of. influence of acid density 139 

Separation of peroxide ions, prevention of 193 

Sinsledlen, formation of lead peroxide and lead-sponge 5 

üize of element for a given taxation, calculation of 167 
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Slide contact, merciuy Z14 

Smith, XK Ayrlon 6, 7 

Sodium acetate, to increase solubili^ ctf lead sulphate 189 

use in negative-plaie formation 180 

Sodium bisulphate . 185, 186 

Sodium plumbite, ionizatioa of ^^ 

Solubility of lead chloride in hydrochloric acid 143 

of lead sulphate. 71 

of lead sulphate in sulphuric acid 144 

Solution tension j8 

Spontaneous discharge by easily oxidized impurities 138 

by metallic impurities 136 

Stark, migration numbers for sulphuric acid 91 

Strasscr, see Jjikenow 44 

Strecker, EM.F. of positive plate against line 6 

S/reiati, avoiding influence <Ä Joule heat 33 

black superoxy hydrate 6 

eifcct of concentration of lead sulphate on E.M.F 114 

E.M.F of lead oxides against zinc 5 

explanation of measurements of accumulator electrodes agaiiist 

iinc 80 

heat value of action of sulphuric acid on lead peroxide and 

lead, 27 

influence of acid densily on E.M.F 53 

maximum temperature influence upon voltage 97 

measurements of the potentials of ihe single electrodes 126 

measuremeBl of the temperature coefficient of the accumulator. 62 
potential difference of accumulator electrodes against zinc in 

concentrated zinc sulphate 7S 

see Tscheltzovi 12 

temperature coefficient of the accumulator 93, 94 

Strength of current, influence on capacity 155 

Sulphate, formation at electrodes 7 

formation of 11, 12 

neutral, as formation electrolyte 188 

Sulphate-theory 2 

Sulphates of sodium, potassium, magnesium, aluminium, as forma- 
tion electrolytes 1S8 

SulphatisatioD 14c 
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Sulphatization, effect upon, of acid density 143 

explanation of, by £/ds 14.1 

minimum of .....•«.. .^ 145 

Sulphuric acid, consumption of, change in density 9 

density after charging 10 

dilute, electrolysis of 15 

effect on solubility of lead sulphate 144 

formation and decomposition of 7 

heat of dilution of. 29 

migration number of. 84 

reduction of 15 

table of densities, etc 219 

usual density used in accumulators 20 

Sulph'urous acid, use in Plante formation 195 

Superoxyhydrate, black 6 

Taxation and size of element, calculation of. • 167 

capacity for definite 156 

Temperature-coefficient 93 

as dependent upon acid concentration. 97 

calculated from secondary heats 99 

equations for 95, 96 

Temperature, influence upon capacity 172 

Tetravalent ions of lead 42 

Theory of capacity curve 161 

of current origin, thermodynamical • 25 

of Elbs ; 21 

of Le Blanc 39 

of Liebenow 42 

of maximum capacity 171 

of origin of current, chemical „ I 

of origin of current, osmotic 36 

of Plante, I 

Thermic changes in the accumulator 98 

effect of accumulator reaction 29 

Thermodynamical calculations of AE 55 

explanation for variation of E.M.F. with acid density 55 

theory of origin of current w . 25 

Thermodynamics, second law 25 



Thennoelemenl, out of accumulator , 99 

Thickness of plate, influence apon capacity 16S 

Thomsen J., heat of dilution of sulphuiic acid. J7 

Thomson' si\A'e 27 

Tribr, see Gladstone. 2, 7, 137, 19a 

TicfcrAiow, E.M.F. from heat of reaction 12 

heat value of action of sulphuric acid on lead peroxide and lead ZJ 

Uppmbom, internal reüitance in closed circuit 210, 212, 213 

ndn'f Hoff^s equation for Ihe relation between E.M.F. and chemical 

equilibrium 70 

Vapor pressure of sulphuric acid solutions dl 

Variation of electrode potential with acid concentration 75 

of E.M.F. with acid concentration 52 

of resistance during charge and discbarge, cause of 149, 151 

Voller, test of energy- loss equation x8i 

Voltage, cadmium^ead peroxide 202 

cadmium — lead-sponge 202 

curve, for change in direction of current 120 

difierence between charging and discharging with varying cur- 
rent strength 13 1 

zinc— lead peroxide aoa 

zinc — lead-sponge 303 

Voltages necessary for production of hydrogen bubbles on metals, as 

measured against hydrogen electrode 135 

Voltmeters, precision 157 

Volume, change of, during charging and discharging 103 

von Ende, »ilubility of lead chloride in hydrochloric acid 143 

lion Knorri, self-discharge by manganese salts 138 

von Reicfunbach, translation of monograph of Gladstone and Tribe. 3 

Wallentin, translation of Planti's " Recherches flur I'filectricitd '" . . I 

Water, formation of 13 

Wiston normal element, E.M.F. of. 66 

Wire, constantane 198 

Wire-strand inductorium, Nernst Zit; 

■ ■ Wirkungsgrad " 1 74 

Wi>rking efficiency 1 74 
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Working efficiency, measurement of. 206 

ratio of surfaces 176 

Work of dissolving one gram-equivalent of a metal 37 

Work of distillation 59 

Work performed by external pressure in production of current 102 

Zinc, amalgamated, as auxiliary electrode 201 

electrode, voltage against lead peroxide 202 

electrode, voltage against lead-sponge 202 
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